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rr 



13 



14 



13 




g(TOWERjB)F 



(TOWER A) 




CONCOURSE- 
CARS NOS. 24-47 
FOR FLOORS S-40 



33 I M 1 aT 



tr 



BANK 
A - 



SLLSL 



3 



a i a 





43 1 42 




3>» 


40 


44 



ST 




cm" 



<£S NOS. 
24^» 


2 




3 


BANK 


4 




5 




48 




SHUTTLE 
ELEVATORS 



TO 

SKYL088Y 
44th FLOOR 



TO 



SKYL088Y 
44th FLOOR 

r 



x 



tore 



Figure 2.12 Plan View— Bank 8 Shuttle Elevator Locations 
Tower* A ft B, Concourse Level 



ORIGINAL Port Authority of N.Y and N.J. 

Litigation Sampling Program 

JOB NUMBER 

Sample Area Data Sheet 




Facility: [/VJ C&JQ \¥-M& ( (\Yfj&L_ B\iildinq: / ' JL 

Building No: 2. Floor X Sample Size l^P^-j [//A! 

Description of Sampling Area: ^fr/Ofe*^ S^^jT' 



Sample Numbers: 

T J- , flffifc - * LL- LL- LL- 

LL- B58 VJp &£j tf LL- LL- LL- 

LL- LL- LL- LL- 



LL- LL- LL- LL- 



LL- LL- LL- LL- 



LL- LL- LL- LL-_ 

Form of Asbestos Material Location of Asbestos M aterial 

^ Sprayed-On X Support Reams /Jcp'i umn; 

Troweled-On/Cementitious Concrete Slab/Metal becking 

Plaster Cable 

Acoustical Plaster Duct/Breeching 

Air Cell Floors 

Molded Sections/Pads Heating/Cooling Equiptment 

VAT Ceilings 

Ceiling Tile Piping/Fittings 

Other: Other: 

Comments: (Indicate any unique characteristics of the material which may help 
identify the manufacturer.) 




Sample taken by: 



Persons 



Photographs Taken By: 




SURVEYOR 



FACILITY 

DESCRIPTION OF SAMPLING LOCATION 













V 




V 




























































ORIGINAL 



SowWi&of Www* I 
* V" ')dael&)SrclmJ (i% (TOWER A) 




n 



) R!( NAL Port Authority of N.Y and N.J. 

Litigation Sampling Program 

JOB NUKEIR. 

Sample Area Data Sheet 



Facility: The World lro.de CeArer Building \ oujec Tuoo 

Building No; 2- Floor: _ Sample Size ^o\- . V, 



Description of Sampling Area : € \e xmW ski-Pfs 2-UJTC Locals "grooeU 



-7 

Sar.pl e Numbers: 



LL- 8^5 - OJTC - A~C, V LL- IX- LL- 

LL- ^ UJTC- LL- /_ LL- /_ LL- / 

XL- ^-unx- A-C.V LL- / LL- / SX- / 




LL- t4g U3TC - trC>j LL- / LL- / 



LL- 

LL- / LL- 



,- ^50-UJTC- A-C f V LL- / LL- / LL- / 

Form, of Asbestos Material Locatioryof Asbestos Material 

\/ Sprayed-On ^ Support Beams/Columns 

Troweled-On/Cementitious Concrete Slab/Metal Decking 

Plaster Cable 



Acoustical Plaster Duct/Breeching 

Air Cell Floors 

Molded Sections/Pads Heating/Cooling Equiptment 

VAT Ceilings 

Ceiling Tile Piping/Fittings 

Other: - Other: 

Co-ments: (Indicate any unique characteristics of the material which may help 
identify the manufacturer.) 

Vla^A e#4?/ cooA- tl 'nci^J^cO < n o^s S+.m^leS ■ 



Sample taken bv: FT^nk Terylc^ pate; 7'/' ?Z . — 

Persons Present F^a.ok "fir^o!^ ?A ksbes los L.r^yV.^ \ |c ir^e< — 

KW.o Rocc\ K\nKooc«l E WvcvApr , 

Photographs Taken Bv : K ^ r<vc . 



SURVEYOR l-f.\ok H r<yj^ . JOB NUMBER 

OR TNAL ■ FACILITY Y /;, ZAl 

2- core 



vMPLE NUMBER 


DESCRIPTION OF SAMPLING LOCATION 


U t<fs-uxrc. 


t- \vjt"t-^| ^ p< ^ -on ' e - OOri '"^K' «*\ 1 CO V \ e"C re Q -hro.-w ~H 




LoCo.1 <s.{evcJror<z t*=o<\^ J_ ocV 2_3 r -t-loc?r 

X 




No^UkA- r A \.,«*^ £*«m> s\\Jr\- as LU-^S- 








Hof-fU S f^^ f*«^>j>roo!r»nji m«mpc«4*.| Collie tva/ -<-«t><^\ -fk<? 






















LL-^So -OJTC 






a.4- -Hx<r 















J- 



ORIGIN. 

Job Number 

COMMENTS 



Kii . I \ * 'UOTC ioCaJ 



ORIGINAL 




cCFurruoa key opoutes svmx 



or;: :al 



.« 



SHUTTLE 
ELEVATORS 



TO 

SKYL068Y 
78 th FLOOR 



TO 



JBY 



SXYLO0I 
78 th FLOOR 



(TOWER A) 



4 — . 



i 

-(3 



CONCOURSE- 
CARS NOS 24-47 
FOR FLOORS 3-40 



23 




22 




21 




20 




ft 




(8 


of Baflt *B 






IT 




16 




IS "] 




14 




13 




12 










U 






40 


I 41 



tS-» 



«MXVUO 000ft 




i*t (OAffTueNT «cy orauTO switch 



ORIGINAL 



I 

X 



(TOWER A) 
X— 



♦ 



_o_^ 

CONCOURSE— 



SHUTTLE 
ELENATCRS 





MATERIALS 
ANALYTICAL 

November 30, 1992 SERVICES 



Mr. Kevin Bleach 

The Port Authority of New York & New Jersey 
One World Trade Center, 37E 
New York, NY 10048 

RE: World Trade Center Facility/Buildings 1 & 2 



Dear Mr. Bleach: 



The following is a list of surface treatment samples from the above referenced project 
in which we have identified the manufacturer of the asbestos containing material. 





Sample # 


Manufacturer/Product 


1. 


LL-826 {Layer A) 


Consistent with U.S. 


2. 


LL-770 (Layer A) 


Mineral's Mark II 


3. 


LL-756 (Layer A) 




4. 


LL-764 (Layer A) 




5. 


LL-783 (Layer A) 




6. 


LL-790 (Layer A) 




7. 


LL-851 (Layer A) 




8. 


LL-852 (Layer A) 




9. 


LL-849 (Layer A) 




10. 


LL-857 (Layer A) 




11. 


LL-827 (Layer A) 




12. 


LL-831 (Layer A) 





If you have any questions about our report, please do not hesitate to give me a call. 



Sincerely, 




William E. Lon 
President 



Ph.D. 



WEL:lcj 



Raleigh Office: 

2418 Blue fWpe Road • Suite 105 
Rjkiph. North Catena 27607 
t9l9|MI-77M.FAX<9l°)681.«:27 



Atlanta Office: 
5597 Partwiy Une • Suite 2fc 
Norerixv C*wpa 300°: 
(404) 448- J200 ■ FAX (4M> 3o 



MATERIALS 
VtV ANALYTICAL 
V* SERVICES * 



MAS CHAIN-OF-CUSTODY 



Client: PORT AUTHORITY OP KY 4 NJ Mas Job #: M8443 



Contact: KEVIN BLEACH Date Heed: 5/13/92 



Phone #: (212) 435-6145 Client PO: WORLD TRADE FAC/BLDG 1 



X 



BULK SAMPLE ANALYSIS 



SAMPLE NUMBER(S) 



1) LL-794-WTC-B 



2) 
3) 
4) 
5) 
6) 
7) 
8) 
9) 
10) 



871 



68. 



76 



26 



770 



756. 



64 " C 



Sasples Reed. By} 
Condition of Staple*: O.K. 



11) LL-790-VTC-C 

12) 



13) 
14) 
15) 
16) 
17) 
18) 
19) 
20) 



Saaples Relinquished By: KEVIN BLEACH 



Tine: 



2:00 PM 



Client Docs: 5j 
Init Pile Rer!_ 



(ORIC. IN M8424), 11 COC, UPS 



Saaple Prep br! Pi"S \ N Wtfc- 



1L. 



Saaple Analysis! 9^ \ 
Report(s) Sent! 



Saaple(s) Ret. By',. 



Date!. 
Date! jjJXk 

Date ! 

Date', 



tlcigh Office 

118 Bbe Ridge Rotd- Suite 105 
itf*. North Oroiau 27607 
19)881-7708 • FAX (919) 881-8227 



Assm Office 

3597 Pwkwiy Line - Suite 250 

Norooss, Georgia 30092 

(404) 448-3200 • FAX (404) 368-83' 



MATERIALS 
VtSt* ANALYTICAL 
V* SERVICES % 



MAS CHAIN-OF-CUSTODY 



Client: PORT AUTHORITY OF KY 1 WJ Mas Job #: K8444 



Contact: KEVIN BLEACH Date Reed: 15/13/92 



Phone #: (212) 435-6145 Client PO: WORLD TRADE CENTER 



BULK SAMPLE ANALYSIS 



X 



SAMPLE NUMBER(S) 



1) LL-851-WTC-C 



2) 
3) 
4) 
5) 
6) 
7) 
8) 
9) 
10) 



11. 



57 



27 



31 



JL 



Samples Relinquished By: 
Samples Reed 
Condition of Samples: OJ[ 



nquished By: KEVIN BLEACH 



11) 
12) 
13) 
14) 
15) 
16) 
17) 
18) 
19) 
20) 



Time: 



2:00 PM 



Client Docs: 5 O0VE8 LETTER (ORIC. IN H8424), 6 OOC, UPS 
Init File RevJ_ 



Sample Prep by| 



Sample Analysis;. 
Report(s) Sent J _ 



Sasple(s) Ret. Byl. 



Date'. 
Date!. 
Date ! 
Date! 



Ralegh Office 

24 18 Blue Ridge Road- Suite B5 
Raleigh, f^h Carolina 27607 
(919) 881 -7708 • FAX (919) 881-8227 



Atlanta Office: 

3597 Parkway Une 'Suite 25 
Norcross. Georgia 30092 
(404)448-3200- FAX (404) 36E 



MATERIALS ANALYTICAL SERVICES , INC. 
BULK ASBESTOS SHEET 

✓reject | - Spl *: (DWb ~ (?f\ Date: 

Project Name: Pm- V fto-VVofXy M^fO^ Analyst: 

Sample Identification: ikwaA Tt«A«- c Ac /Aldj 'l 

LL~ $3LiuL ft 

Gross Visual Description: 6 A- OKA*. , Co*»pf*»*«i ft [<r^ uox/rj 




x 



OpticaJL Data for Asbestos Iflent 

Morpholocjy ^>6vN 

Pleochroism no 



Refractive Index \-fmL 

Sign of Elongation t_ 

Extinction 0 

Birefringence 1*^ 

Melt *0 



Fiber Name Ck*4fclv\< 



ASBESTOS MINERALS: 



Est- Vol. % 



Thrysotile 

jnosite 

Croc ido lite .... 
Tremolite/Act inol ite 
Anthophyllite . . . 



OTHER FIBROUS COMPONENTS: 



Mineral/Rock wool 
Fibrous glass 
Cellulose ... 
Synthetic ... 
Other 



NON-FIBROUS COMPONENTS: 



Perl ite . . 

Vermiculite 

Other 



Binders 



to 



EFr /ESCENCE: 
CQn< *TS: 



MATERIALS ANALYTICAL SERVICES , INC. 
BULK ASBESTOS SHEET 

Date: 



-oject # - spl #: _ 

Project Name: fofV P^U^Ay nl Art^/V? Analyst i^T^X^ 

Sample Identification: UMxld 7ro^ EALjMidg 7- 

LL -7>o- uJTC -/? i 

Gross Visual Description: (3 -Qnifc ; £o/«>prc55< gf Oiay P. L«-S 

. — Lcb — a -fUc. ^rgi^d g&lzii 



X 



Optical Data for Asbestos Identification 

Morpholooy voa. . 

PI eochr o I sn no . 



Refractive Index 

Sign of Elongation fc. 

Extinction o 

Birefringence ic>o 

Melt _«L 



Fiber Name -XhSE 



ASBESTOS MINERALS: 



Est. Vol. * 



"hrysotile 

losite - ..... 
roc idol ite .... 
Tremolite/Actinolite 
Anthophyllite . . . 



no 



OTHER FIBROUS COMPONENTS: 



Mineral/Rock wool 
Fibrous glass 
Cellulose . . . 
Synthetic . . . 



syn 
Oth 



er 



NON-FIBROUS COMPONENTS: 



Perlite . , 

Venniculite 

Other 



Binders 



66 



EFFERVESCENT 

;mments : 



MATERIALS ANALYTICAL SERVICES, INC. 
BULK ASBESTOS SHEET 

reject # - Spl #: ft\<ZHH'b- # & Date:_J 

Project Name: Por(~ fla&fcfcftCLty ^ ^ 2 Analyst 

Sample Identification: IQgf ( d Ba^U gfli 2 



±2 



Gross Visual Description: Q 

— in °s J <«m<»<J AVi/ril - off'*) hdA pc<t\{ 0« <t*< S^c 



optical Data for Asbestos Identification 



/i0 



Morpholooy . 
Pleochroism. 

Refractive Index i. 

Sign of Elongation ±. 

Extinction Q_ 



Birefringence fo~> 

Melt 



Fiber Name (.h^ll^Xr 



ASBESTOS MINERALS: 



Est. Vol. * 



Chrysotile . 

Vmosite ........ 

Jrocidolite 

Tremolite/Actinolite ... . 
Anthophyllite 



OTHER FIBROUS COMPONENTS : 



Mineral/Rock wool 
Fibrous glass 
Cellulose . . . 
Synthetic . . . 
Other 



NON-FIBROUS COMPONENTS: 



Perlite . 

Venniculite 

Other 



Binders &d 



EFFERVESCENCE : 
COMMENTS : 



Letts' 0- g&dj h U r *r& ()K),A<+ ^r^ 



MATERIALS ANALYTICAL SERVICES, INC. 



BULK ASBESTOS SHEET 

,ject f - spl #: ftVWb - ^ ft 

reject Name: Art flinty ^ CtUt/H I 

ample Identification: \^c( d 7>«*rfft FA< W4j t 



Date: _7 



Analyst 



ross visual Description:. 

-ia — ^ fUf, — j saaLcLti 

Optical Data for Asbestos Identification 

Morphology ' .^vH 

Pleochroism no 



Refractive Index . 
Sign of Elongation 
Extinction .... 
Birefringence. . . 

Melt 

Fiber Name .... 



wSBESTOS MINERALS: 



-^rysctile 

site • 

ucidolite 

•remolite/Actinolite ... . 
Jithophyllite 



THER FIBROUS COMPONENTS: 



(ineral/Rock wool 
'ibrous glass . . 
lellulose . . . . 
synthetic . . . , 
ithcr 



ION-FIBROUS COMPONENTS: 



>erlite . . 

'ermiculite 

>ther 



linders 



EFFERVESCENCE : 
UENTS: 



Est. Vol. * 



CO 



MATERIALS ANALYTICAL SERVICES, INC. 



BULK ASBESTOS SHEET 

reject # - Spl #: glggjg ~ 10 & Date: ?A /? 7 

Project Name: &tfj fto+W^Y p-f (i^^fOZ Analyst 

Sample Identification: UJoJij Tr^e. />Wc H 

lY_- 3£3 - UJ7C- 6 

Gross Visual Description: n </)°-Q ^'1 C jto^f'ttf+cf lAJcjOyClvS hnucd 
i-n_Q ClAJt- j rqiAtci ft\t\{r \ j _ 



Optical Data for Asbestos Ident 



Morpholocjy JaJo^L. 

Pleochroism flO 

Refractive Index i.ifH/ML . 

Sign of Elongation f 

Extinction 0 

Birefringence Us 

Melt AO . 

Fiber Name ChffM* 



J2n 



ASBESTOS MINERALS: 



Est. Vol. % 



Chrysotile 

mosite • 

-rocidolite .... 
Tremol i te/Act inol it e 
Anthophyllite . . . 



OTHER FIBROUS COMPONENTS: 



Mineral/Rock wool 
Fibrous glass 
Cellulose . . . 
Synthetic . . . 
Othc 



NON-FIBROUS COMPONENTS: 



Perl it e . . 

Vermiculite 

Other 



Binders 



10 



EFFERVESCENCE: 
OMMENTS : 



L^<r A fhjjJ »,b ft fetes: 



MATERIALS ANALYTICAL SERVICES, INC, 



roject # - Spl #: 



BULK ASBESTOS SHEET 

ft) W - \\f\r 



Project Name: Q*f flo^K' V (lLALMjl4!l 

Sample Identification: IQoffcf Irr.rU / 6/</c Z 



Date: 

Analyst: ^J^b^ 



Gross Visual Description :_ 



X 



•os Identification 

Morpholoqy uoai/y 

Pleochroism isfi 

Refractive Index ...... 

Sign of Elongation 

Extinction g 

Birefringence 

Melt rO 

Fiber Name C^,m>M<- 



ASBESTOS MINERALS: 



Chrysotile 

.mo site 

;rocidolite .... 
Tremolite/Actinolite 
Anthophyllite . . . 



HO 



Est. Vol. % 



OTHER FIBROUS COMPONENTS: 



Mineral/Rock wool 
Fibrous glass 
Cellulose . . . 
Synthetic . . . . 
Oth< 



NON-FIBROUS COMPONENTS: 



Perlite . 

Venniculite 

Other 



Binders 



EFFERVESCENCE: 
OMMENTS : 



I cytr ft Q 4\.ctw<( k> lay - W"r^' v 



MATERIALS ANALYTICAL SERVICES, INC. 
BULK ASBESTOS SHEET 



Project # - Spl #: N\?;444 " 1 K 



Project Name;"vk*.T (\\£r\\ a ^\j £ \ 

Sample Identification: UUUT^^r GevterT Cx^xl rLj 



Date : (6tW^ 
Analyst: S , 




Gross Visual Description: Ifr,^ ft.o*^ W^ v- y&c&JS^ sg^LAi \<u^^ ftV 



X 



Morphology . 
Pleochroism. . • • 
Refractive Index . 
Sign of Elongation 
Extinction .... 
Birefringence. . . 

Melt 

Fiber Name .... 



.on 




ASBESTOS MINERALS: 



Chrysotile 

Amosite 

Crocidolite .... 
Tremolite/Actinolite 
Anthophyllite . . . 



Est. Vol. % 
3k 



OTHER FIBROUS COMPONENTS: 



Mineral/Rock wool 
Fibrous glass 
Cellulose ... 
Synthetic . . . 
Other 



NON-F] 

Perlite . . 

Vermiculite 

Other 



Binders 



STY 



EFFERVESCENCE: C^Vfow< 



MATERIALS ANALYTICAL SERVICES, INC. 
BULK ASBESTOS SHEET 



Project # - Spl #: fWft444 -?A 



Project Name:~Vi*.T (XarMM^xj £ \$\[ j KH 
Sample Identification: ViSc»/\I "Ye-k^ C&vAt-r QxcAl rL| ~&a(qI^ 
LL-^ST- - wrc- ft 



Date; jj VAu*it_ 
Analyst: 



<1S i» q Q*u. ynidfc . ____ 



Morpholooy . 
Pleochroism . 
Refractive Index . 
Sign of Elongation 
Extinction .... 
Birefringence. . . 

Melt 

Fiber Name .... 



Optical Data for Asbestos Identification 





ASBESTOS MINERALS: 



Chrysotile 

Amosite 

Crocidolite .... 
Tremol ite/Act inol ite 
Anthophyllite . . . 



Est. Vol. * 




OTHER FIBROUS COMPONENTS: 



Mineral/Rock wool 
Fibrous glass 
Cellulose . . . 
Synthetic . . . , 
Other 



NON-FIBROUS COMPONENTS: 



Perlite . . 

Vermiculite 

Other 



Binders 



Sal 



SET o 



is. 



EFFERVESCENCE: SfcOB^S. 



COMMENTS : 



MATERIALS ANALYTICAL SERVICES, INC. 
BULK ASBESTOS SHEET 



Project # - Spl #: 



Project Name: To*.T AvrrtlatLvr;^ «f | 

Sample Identification; ViWVl TteJct^ flgyd^r CxcaI 
i LL-S M-9 ~ WTC- A, 



Date: 1U\wW°11_ 
Analyst 



1 AvAv^. 



Gross 



Visual Description HU.' W U. ^gju^r nw^ gff vxA.^/ \^ 

^jf^i^i wArtVi , 



Optical Data for Asbestos Ident 

Morpholocjy -Vi 

Pleochroxsi 



.sm. . . . 

Refractive Index . 
Sign of Elongation 
Extinction .... 

Birefringence. . . 
Melt ....... 

Fiber. Name . . . . 





ASBESTOS MINERALS: 



Chrysotile 

Amos it e 

Crocidolite .... 
Tremolite/Actinolite 
Anthophyllite . . . 



Est. Vol. % 

J2± 



OTHER F] 



FS COMPONENTS: 



Mineral/Rock* wool 
Fibrous glass 
Cellulose . . . 
Synthetic ... 
Other 



NON-FIBROUS COMPONENTS: 



Perlite . . 

Vermiculite 

Other 



Binders 



EFFERVESCENCE: 



COMMENTS : 



- 8 
I 

— « 

I 



MATERIALS ANALYTICAL SERVICES , INC. 
BULK ASBESTOS SHEET 



Project # - Spl #: IWft444 ~ 4 A 



Project NameilV.T AwMofl-VS ^ ri9 { 

Sample Identification; \ &ft£ U Tfcffrir Cevfc-r g&ttl rf^ J^/sl^h^ 
U^Sj - WTC- ft 



Date: _l\ v^Aa^ S 
Analyst^J3VQ^ 



Gross Visual Description ;S\,;U^ wU^ fliapi^ ^Ua ■ w,U-u ^l^i fi\ r - - / 

IflMBaUiflL 



X 



Morphology .... 
Pleochroism. . . . 
Refractive Index • 
Sign of Elongation 
Extinction .... 
Birefringence. . . 

Melt 

Fiber Name .... 



restos IflgirtiCica.ti2n 



:\.^4.\.s55j 



1°^ 



ASBESTOS MINERALS: 



Chrysotile 

Amosite 

Crocidolite .... 
Tremol ite/Actinol i t e 
Anthophyllite . . . 



Est. Vol. * 
_±o 



OTHER FIBROUS COMPONENTS: 



Mineral/RocK* wool 
Fibrous glass 
Cellulose . . . 
Synthetic . . . 
Other 



NON-FIBROUS COMPONENTS: 



Perlite . , 

Vermiculite 

Other 



Binders 



5 o£ q 



EFFERVESCENCE: SAo>v/^ 



COMMENTS: 



MATERIALS ANALYTICAL SERVICES, INC 



BULK ASBESTOS SHEET 



Project # - Spl #: NX^444 z2h 



Date; W^dW 
Analyst: S 




Project Namei To^T (XwrUaXL^ { 

Sample Identification; V jSr>,rVl "Tfe^r CevAfrT CxcM rk-| jj&jgLitt 

; ULr% 2.1 - \MTC" A ___ 

Gross Visual Description; KtoWiM. -w, U. i&efeC BC&gC JX 



optical Data for Asbestos Ident 



£21 



Plebchroism. • • vo?v\*.ti» v . 



Refractive Index . 
Sign of Elongation 
Extinction • . • . 
Birefringence. . . 

Melt 

Fiber Name .... 



ASBESTOS MINERALS : 



Chrysotile 

Amos it e 

Crocidolite • . • • 
Tremol i t e/ Act inol ite 
Anthophyllite ... 



Est. Vol. * 
IS 



OTHER FIBROUS COMPONENTS: 



Mineral/Roc)C wool 
Fibrous glass 
Cellulose ... 
Synthetic . . . 
Other 



NON-FIBROUS COMPONENTS: 



Perlite . . 

Vermiculite 

Other 



Binders 



EFFERVESCENCE: ^rotA 
COMMENTS : 



MATERIALS ANALYTICAL SERVICES, INC. 
BULK ASBESTOS SHEET 



Project # - Spl #: Kft444 - jab 



Project Name: To-<T (XstMoKI^ £ { 

Sample Identification: 



Date: , U v^V^^tt- 
Analyst: g 



Gross Visual Description: Ww *-rt-r- 



Optical Data for Asbestos Ident: 

Morpholocry • • « Va^x-*^ . . 

Pleochroism Kszv^oJ* . 

Refractive Index t.s4SUSrsu , 

Sign of Elongation -V 



£11 



sign or ek 
Extinction 
Birefringence 
Melt 



Fiber Name f.Uno,WAi- 



ASBESTOS MINERALS: 



Chrysotile 

Amosite 

Crocidolite .... 
Tremolite/Actinolite 
Anthophyllite . . . 



Est. Vol. % 
-32 



FIBROUS COMPONENTS: 



Mineral/Rock- wool 
Fibrous glass 
Cellulose ... 
Synthetic . . . 
Other 



NON-FIBROUS COMPONENTS: 



Perlite . , 

Vermiculite 

other 



Binders 



War, 



EFFERVESCENCE : 



COMMENTS : 



Box #. V~ Plh. 




The Port Authority of New York and Hew Jersey 
Litigation Stapling 
aHia o* Custody 



Stapler 



Building Nuaber/Na.e_ 



Staple delivered end 
secured within staple 
storage rooai byi 

Receipt of staple 
acknowledged by: 

Staple found to be 
lnttct and not 
ttapered wltht 



dt te/t 



.Date Staple Taken. 
feci 1 1 1 y. 



dtte/tlaa 



Yea 



No 



Receipt of staple 
acknowledged and filed 
by Sampling Tcaa Manager 

Staple found to be Intact 
tnd not ttapered wltht . 




Sa.pl t Ml lad to Analytical 
Laboratory byi /( ^ G 



date/tiae 



TO BE COMPLETED B* ANALYTICAL LABORATORY ONLY I 

C.. P 1 s Recti ved by <^ ^At/t 

Antlytlcal Laboratory O * date/tlae ^7 



Signature/Organisation 



Ssaple found to be Intact / 
and not taapared wlthi ^ 



Yea 



No 



8taple re-tetltd byi 



da te/t las 



Staple Ballad fro* 
Analytical Laboratory 
to Port Authority 



ture/Organltttlon 



date/tie* 



Staple Relinquished byi 



Staple Received byi 



Signature/Organisation 
Signature/Organisation 



_dtta/tlns_ 



date/tiae 



Raaaon 



Saaple found to be Intact 
tnd not taapared wltht 



No 



Staple Relinquished byi 



Sa.ple Received byi 



Signature/Organisation 



date/tiae_ 



Signature/Organisation 



date/tlae 




fcflC STORAGE RXM 



Bo ALTF- 14V 




n 



The Port Authority of New York end New Jereey 
Litigation Saapllng 
Chain of Cm tody 



Sa.pl«riVAV^e^^_Se.pl. Nuaber ^Z2J£^SjA ***** Taken A3- / 7 ~ f / 

Building Nuaber/Naae <?J}r£c£L/C&-. facility 

Saaple delivered end 
secured within saaple 



X 



•torege < 



byt 



Receipt of eeaple 
acknowledged byt 

Saaple found to be 
Intact end not 
taapered wlthi 




.date/tlae. 



Yea 



No 



Receipt of aeaple - 1/1/1 

acknowledged end filed —7 I L/ U 
by Seapllng Teaa Manager i y^mvuC. f £A^G*<* — 



date/tlae 



Saaple found to be lntect 
and not taapered wlthi _ 



Seaple Mailed to Anelytlce 



Laboratory byt 



_date/tlae_^2r\ 



TO BE COMPLETED BY ANALYTICAL LABORATORY ONLY I 



Seaple Received by Jf^X Q/^/^S *lt 
Analytical Uborator /jT^- ' ™" date/tlae *M 

Signature/Organisation 



Saaple found to be Intact 
and not taapered wlthi 



Yea 



No 



Saaple re-aaaled byt. 



date/tlae 



Seapla aalled f roa 
Analytical Laboratory 
to Port Authority 



Slgnature/Organl tat ion 



date/tlae 



Saaple Relinquished byt 

Saaple Received byt 

Saaple found to be lntect 
and not taapered wltht 

Saaple Rellnquiehed byt 
Saaple Received byt 



Signature/Organisation 
Signature/Organisation 



date/tlae. 



date/tlae 



Reaeon 



Yet 



No 



6ignature/0rganiaation 
Signature/Organiaatlon 



_dete/tiae. 



date/tlae. 



Reason 



I 



wrc storage kxm 



Boi ALTF- 1 J £ 




The Port Authority of New York and New Jersey 
Litigation Stapling 
Chain of Custody 

Sjcpler ■pie Nuaber 

•Y.olng Nuaber/Naac / UffC^ < 5z\ok T^Klc*^— 



Date Saaple Taken 



staple dell v. red and 
,.:u^'»HMn saaple 

Receipt of eaaple 
acknowledged byi 

Saaple found to be 
Intact and not 
taapered wltht 




facility WtT^ I 



X 



^date/ti 



4tm 



_ 22/ £■ Saaple Nailed to Analytical ^ . . 

Laboratory byi ff~<£^ date/tia«_2^ 

TO BE COMPLETED BY ANALYTICAL LABORATORY ONLY I 



.date/tiae. 



Yea 



No 



Receipt of saaple 
acknowledged and filed 
oy Saapling Teaa Manager 



Saaple found to be Intact 
and not taapered wlthi 



\/ Yee 0 HQ 



date/tl 



(000 



Saaple Received 
Analytical Laborator 



Saaple found to be Intact 
and not taapered wlthi 



No 



Saaple re-aealed byi_ 

Saaple aalled f roa 
Analytical Laboratory 
to Port Authority 



.date/tlae 



Blgnature/Organltatlon 



date/tlae 



Saaple Relinquished byi 
Saaple Received byt 



Signature/Organisation 
Signature/Organisation 



date/tlae. 



datj/tlae. 



iaaple found to be intact 
ind not taapered wltht 



Yea 



No 



Iaaple Relinquished byi 
iaaple Received byi 



Signature/Or ganlsat Ion 
Signature/Organisation 



_date/tlae. 



date/tlae. 



Peaaon 



WTC STORAGE RXH 



The Port Authority of New York and New Jtracy 
Litigation Sampling 
Chain of Custody 



■pUc fyi fo<^ S«pU Huaber ^ 0^ ~ttJ7?Z ~(L Date Saaple 



Taken 



x 



11 ding Hu«ber/Ha»e_ 



Pad 1 U y LL?T(L> / 



■pie delivered and 
cureu within aaeple 
oi jge rooa byt 

-,ti** A acaple 
rdged byi 

.li Wfld to e» 
».aci ar.o not 
apered wlthi 

celpt of aaapleV 
knovl edged and CI led 
Saapllng Teaa Manage 



•pie found to be Intact 
d not taapered wlthi 



hfl^U^^yZ, dete/tlae /e>M) 



<9MC 



date/tine 



Yea 



No 



date/time 




ebb 



1500 



Sample Nailed to Analytical 
Laboratory byi 



date/tlae ~/S 



Saaple Received 



Analytical Uborator 



Signature 



TO Be COMPLETED BY ANALYTICAL LABORATORY ONLY I 

™ date/tine 
/Organisation 



Saaiple found to be Intact 
and not taapered wlthi _ 



Yea 



Saaple ra-aealed byi 




Saaple aalled froa 
Analytical Laboratory 
to Port Authority 



Slgnature/Organltatlon 



date/tlae 



aple Relinquished byt 

aple Received byi 

aple found to be Intact 
d not taapered wlthi 



Signature/Organisation 



.date/tlae 



Slgnature/Organltatlon 



date/tlae. 



Yea 



No 



aple Rellnqulahed byi 
■aple Received byi 



Slgnature/Organltatlon 
Slgnature/Organltatlon 



date/tlae 



date/tlae 



Reaton 



1 



KIC STORAGE RDCM 



BOX ££* 



Tha Port Authority of New York and New Jeraey 
Litigation faapllr 

i Chain of Cuetody 

rl^r^r ^?o-utto-- -a>^-/ 



pier 
ldlog 



pit (kllvirtd «nd 
ured within eaaple 
rage rooa byi 

elpt of iiapli 
dodged by i 



.Dot* laaple Tat 



X 



facilit y l&fcr-l 




date/tie* 



£0 



date/tlae 



pit found to bo 
act and not 
par ad ulthi 



Yea 



Ho 



A r,* bo int.* -. y/ A 



. .[t of eaaple 
r owl edged and f Had 
■erMIng Teaa Manager 



.data/tl 



iSoo 



fanplo Mailed to 
Laboratory byi 



!2 



ytlcal 



^dete/tloaw^ 
TO BC COMPLETED Bf ANALYTICAL LAMMATOBY ONLY I 

flaaple BoceWed by X^-^ •S^ftfi > 
Analytical Laboratora O _ ^ 3 doto/t teat 

§ Igaatttre/Orgeaiaatioa 

Baaple found to bo Intoot • 
and not taapered wltbi 



TOO 



fiaaplo re- a ea led byi. 



data/tlae 



Staple aallad f roa 
Analytical Laboratory 
to Port Authority 



llgnature/Orgenl.atlon 



date/tlae 



pla aellnqulehed byi 

plo Aeceivtd byi 

pla found to bo Intact 
not taapered wlthi 

pla Bolinqulabod byi 
pla local ved byi 



Signature/Organisation 



dote/tie* 



Slgnature/Organltetion 



dato/tlaa 



laaaon 



Bo 



Slgnatura/Organlaation 



date/tie* 



SJgneture/OrgenI ration 



date/tla* 



BOASOO. 



afTC STORMS KXM 



iampla, 



lulldlng Number 




The Port Authority of New York and New Jereey 
Litigation Sampling 
Chain of Cuatody 

J>ate Sample Taken 

Facility^ 



•ample delivered end /) f\ • I / OP t*> 

lecelpt of aample ' 



>lpt of aample 
icknowledged byt 

Sample found to be 
intact end not 
:ampered wltht 



date/time 



No 



lecelpt of sample . v 
.cknowl edged end filed 
>y Sampling Tee* Manager 



>ampla found to be Intact 
l«d not tampered wlthi 

S.mvle Relinquished byt 



date/tl 



Sample Mailed to Analytical • •S'// w 

Laboratory byi' /J~^ B ^L^. d ate/time 

TO BC COMPLETED BY ANALYTICAL LABORATORY ONLY I 

Signature/Organisation 



Sample found to be Intact 
and not tampered wlthi 



v/ 



Yee 



NO 



Sample re-aealed byi_ 

Sample mailed from 
Analytical Laboratory 

to Port Authority 



date/tine 



algnature/Organltatlon 



date/time 



Signature/Organisation 
Signature/Organisation 



date/time. 



date/tine 



Reaeon 



Sample found to be Intact 
ind not tampered wlthi 



Yee 



No 



Saaple Rellnqulehed byi 
Sampla Received byi 



Signature/Organization 
Signature/Organization 



date/time 



_date/tlme 



Reaion 



WIC STORAGE RXM 



The Port Authority of New York and New Jersey 
Litigation Stapling 
Chain of Cuitody 



Sampler F" ftfjok Saaple Nuaber LL - ^5 1 "U)TC~ C 04t# §mgU Takt ft H-Z-*\l 



Building Nuaber /Naae. 
Sample delivered and 



Saaple delivered and s\ 
•ecured within eaaple / LS 

■torage rooa byt ^M±aS ' ^ 



Receipt of eaaple 
acknowledged byt 

Saaple found to be 

taapered wlthi 

Receipt of eaaple 



Nuaber LL- 



_date/t lae 4-i--*h./l3Q0 
date/tlae 



4 



facility UJR 



Yea 



NO 



Saaple found to be intact 
and not taapered wltht 



^OOxJi /byJL. date/tlae /ao n 



Saaple Mailed to Analytical 
Laboratory byi ]//^ tf.^A 



date/tlae 



TO BE COMPLETED BY ANALYTICAL LABORATORY ONLY I 

AmIvuSIi'l^ date/tlae 

Signature/Organisation 



Saaple found to be Intact • / 
and not taapered wlthi ^ 



Yea 



NO 



SMmplm re-eea led byi 



dJte/tiae 



Sample aalled troa 
Analytical Laboratory 
to Port Authority 



Slqnature/OrganUatloK 



date/tlae 



Saaple Relinqulahed byi 
Saaple Received byi 



Signature/Organization 
Signature/Organisation 



,date/tii 



date/tlae 



Reaaon 



fou'id to be intact 

!<■ i hi 

Saaple Relinquiahed byi 
Saaple Received byi 



Yen 



NO 



Signature/Organisation 



date/tlae 



Signature/Organlaation 



date/tlae. 



WTC STORAGE ROGM 



BOX I ALTF- IS? 



The Port Authority of Hew York and New Jersey 
Litigation Sampling 
Chain of Custody 



Sampler P. feggglfe UmoU Number 1 L. - ft5 2 - tOf C - A Date Sa-ple Take n ^l'^. 



Building Number/Name_T7^r IT / <*|<ry4?r 9^flPt 



Sample delivered and 
■ecured within sample 
•torage room byt 



.facility. 



Receipt of sample 
acknowledged byt 

Sample found to be 
Intact and not 
tampered wlthi 



date/time 



date/time 



Yes 



NO 



Receipt of sample 
acknowledged and 
by Sampling Team 



Sample found to 
and not tampered wlthi 



Sample Relinquished byt 
Sample Received byi 



■ Manager i fiLwtSL 

be intact . / 0 
X wlthi _ IX Yes No_ 



date/time 4-?^2 //O OP 



ijit 



Sample lulled to Analytical ^y/x/^»x 
Laboratory byt /S^- f? date/time 7/>* *i 

TO BE COMPLETED BY ANALYTICAL LABORATORY ONLY I 

Sample Received by Ar^tf&S&fi. 
Analytical Laboratory^ ; date/time 

Signature/Organisation 



Sample found to be intact 
and not tampered wlthi _ 



y 



Yes 



No 



Sample re-sealed byi 



date/time 



Sample mailed from 
Analytical Laboratory 

to Port Authority date/time 

Signature/Organisation 



Signature/Organisation 
Slgnature/OrganUatlon 



.date/time 



date/time 



Reaaon 



Sample found to be Intact 
and not tampered wltht 

Simple Relinquished byi 



Yes 



No 



Signature/Organisation 



date/time 



Stnplc Received by: 



Slgnature/Organliatlon 



date/time 



Reaaon 



VTIC STORAGE ROCM 



BOX I ALTF- IS? 



The Port Authority of New York and New Jersey 
Litigation Sampling 



Sampler FT Pc*yd\c»* 



Sample 



Number U--oMVLOTC~-f\ 
Building NumbeY/Naae "Ttfu-Jef TPj gj&akXflC -gUfrfl" 



.Date Sample Taken jfc I "^2. 



Sample delivered and 
secured within sample 
storage room byi 

Receipt of eaatple 
acknowledged byt 

Sample found to be 
Intact and not 
tampered wlthi 



date/time 2/2^00 



date/ time 



Yea 



No 



Receipt of sample 
acknowledged and 
by Sampling Team 



Sample found to 
and not tampered withi 



Sample Relinquished byi 
Sample Received byt 



be Intact s (J 
I withi \/ Yes No 



Sample Nailed to Analytical 
Laboratory byt /jf & x^W 



date/time ^jt, 
TO BE COMPLETED BY ANALYTICAL LABORATORY ONLY I 



Sample Received 
Analytical Laborstor 



slgnature/Org 



Ion ' ^""^ 



Sample found to be intact • / 
and not tempered withi 1 



Yes 



No 



Si 



date/time 



Sample mailed from 
Analytical Laboratory 
to Port Authority 



Slgneture/Orgsnltetion 



date/ time 



Signature/Organisation 
Signature/Organisation 



date/time. 



date/time. 



Sample found to be Intact 
and not tampered withi 

Sample Relinquished byi 



No_ 



Signature/Organisation 



date/time. 



Sample Received byi 



Signature/Organisation 



date/time. 



Reason 



X 



The Port Authority of New York and New Jar sty 
Litigation Stapling 
Chain of Custody 



Stapler. 
Building 



■ &&gSt* ***** MoabT U-- k Z < d1 • ujrr-^A Data 

Mu ^ f/Hw 71 /) P^^ 3 7 — • 

y^r^^^^ d ata/tiaa^£- 



Saaple Taken. 



Saaple delivered and 
••cured within eaepla 
atorage rooa byi 



.facility. 



22'^ 



Receipt of aaaple 
acknowledged byi 

Saapla found to ba 
intact and not 
taaparad withi 



date/tiaa. 



-tea 



Receipt of aaaple *• . . 

acknowledged and filed :." J 
by Saapllng Teaa tUaaqcri -f^A^t 

* •* •*. 

Saapla found to be intact 
and not taaparad withi 



J/ 




date/tiae 



±JjOOO 



saaple Nailed to Analytical . 
Laboratory byi //^ /? ^ 



TO BC COKfLCTEO BY ANALYTICAL LABORATORY ONLY I 

Saapla Becalvad by Jr^n. ^Q/^Q, ^>/£f 
Analytical Laboratory ^ ^ date/tiae 

Slgoatura/OrganUatloo 



Saapla found to ba intact • y 

and not taaparad withi S Tea 



Saapla re-aealed byi 



_date/tiae. 



Saapla aalled f roa 
Analytical Laboratory 
to fort Authority 



Signatura/Organitatl< 



.date/tiae. 



Saaple Rellnquiahed byi 
Received byi 



Signature/Otganiiation 
Siqnature/Organiaation 



.date/tiae. 



.date/tiae. 



Saaple found to be intact 
and not taaparad withi 

Saaple Bellnquiahed byi 



NO 



Saapla Received byi 



Signature/Organl aa t ion 
Signature/Organiiation 



date/tiae. 



.date/tiae 



Season 



•S 



Sampler 




The Port Authority of Hew fork and New Jersey 
Litigation Sampling 



.Date Saaple Taken 



Building Hu«b«//Ma«e 

Saeple delivered and 
••cured within saaple 
•torage rooa byt 

Receipt of aaaple 
acknowledged byt 

Staple found to be 
Intact end not 
taapered with! 



Receipt of aaaple 
acknowledged end filed 
by Seapllng Teea Managers 

Saaple found to be Intact 
and not taapered wlthi . 



Saaple Muaber ZZ ZLBHSZ ^ 




facility. 



.date/tlae. 




deto/tlao S^l/l* O^ OQ 



Seaple Helled to Analytical 
Laboratory byi /f. 



/^^W. date/tlae 



TO BE COMPLETED BY ANALYTICAL LABORATORY ONLY I 

date/tlae£^7 



Saaple Received by 



Analytical Laborator 



Saaple found to be Intact 
and not taapered wlthi 




Ion 



Yes 



Mo 



Seaple re-sea led byt 



date/tlae 



Saaple aalled fro* 
Analytical Laboratory 
to Port Authority 



Slgnature/Orgenltatlon 



date/tlae 



Saaple Relinquished byt 

Saaple Received byt 

Saaple found to be Intact 
and not taapered wlths 

Saaple Relinquished byt 
Saaple Received byi 



Signature/Organisation 
Signature/Organisation 



date/tlae 



date/tlae 



Reeson 



Yes 



Signature/Orgenlsation 
Signature/Organisation 



date/tlae 



date/tlae 



Reason 



WIC STORAGE FTTH 



-a 



The Port Authority of New York and New Jersey 
Litigation Sampling 
Chain of Custody 



Sampler '! \7S ie <^ 
Building Number/Name 



Sasple Number 



Date Sample Taken 




Sample delivered and 
secured within sampl 
storags room byi 



Receipt of sample 
acknowledged byi 

Sample found to be 
Intact and not 
tampered wlthi 



date/tim 




date/ time 



Yes 



No 



Receipt of sample 
acknowledged and filed!', 
by Sampling Teas Manager 



Sample found to be Intact 
and not tampered wlthi 

Sample Relinquished byt 

Sample Received byi 

Sample found to be intact 
and not tampered wlthi 

Sample Relinquished byt 

*• i 
Sample Received byt 




date/time_3 



0300 



NO 



Pacllity ^^77Z^7? 



Sample Nailed to Anal 
Laboratory byt' //*. 



ytlcal 



&.J*~r<r dAte/tUej£ 

TO BC CONPLCTEO BY ANALYTICAL LABORATORY ONLY I 

Analytical Laboratory ^ *V ''_ y " r - > _ date/time 

Slgnature/Organiiatlon 



Sample Received by ft**-* -?f ' & /Zyvc 
Analytical Laboratory CJ^- ^ 

Eure7 



Sample found to be Intact 
and not tampered wlthi 



NO 



.date/time. 



Sample mailed from 
Analytical Laboratory 
to Port Authority 



Signature/ttrganliation 



date/time 



Signature/Organisation 
Signature/Organisation 



date/time 



date/time 



Reason 



Yes 



No 



Signature/Organisation 
Signature/Organisation 



date/time 



date/time 



Reason 



1 



WTC STORAGE RXM 



THE PORT AUTHORITY GDC? RffJ7© KM) VSTi'tlgr 



0"ice o( Sen, or 
Litigation Counsel 

December 31, 1992 Ulllon M P«n, ef 

Semor Litigation Counsel 
(212) 435-6815 



Paul F. Slater, Esq. 
Danaher Tedford Lagnese & Heal 
3 New York Plaza - 14th Floor 
New York, NY 10004 



Re: Port Authority v. Allied - 91 Civ. 0310 (CLB) 

Dear Paul : 



Enclosed is a copy of the Longo report for fireproofing 
in full floors of WTC 001 and WTC 002. 



Very truly yours. 




Office of Senior Litigation 

Counsel - 68 North 
(212) 435-6816 



cc: All Counsel (without enclosures) 



ASBESTOS MANAGEMENT 

DIVISION 

POST-BASELINE BULK SAMPLING RESULTS 
World Trade Center vT/ 1 IhIT^- 



DRAFT COPT ISSUED 05/14/92 



PORT AUTHOR ITT OF til t UJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 
SURVEY M 



FACILITY: WORLD TBADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 102 



SAMPLE 
NUMBER 

UTC-28183 
UTC-281S4 



LOCATIOH 

YE'.LOU 12"X12" FLOOR THE AT INTERSECTION OF COLUMNS 357 AMD 403. 



BLACK MASTIC FROM UKDER YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 357 AND 403. 



RESULT 

5X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 01/14/91 

HON ASBESTOS 

SAMPLE DATE: 01/H/91 



UTC-28185 



TELLOU 12 U X12" FLOOR TILE AT INTERSECTION OF COLUMNS 357 A HO 400. 



51 CKRTSOTILE ASBESTOS 
SAMPLE DATE: 01/14/91 



UTC-28186 



BLACK MASTIC FROM UNDER TELLOU 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 357 AW 400. 



NON ASBESTOS 

SAMPLE DATE: 01/14/91 



UTC-28U7 YELLOW 12"X12" FLOOR TILE AT INTERSECTION Of COLUMNS 357 AND 409. 



5X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 01/14/91 



UIC-2S188 



BLACK MASTIC TROH UNDER YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 357 ::.it 409. 



NON ASBESTOS 

SAMPLE DATE: 01/14/91 



UTC-28189 



TELLOU 1Z"X1; FLOOR TILE AT INTERSECTION OF COLUMNS 351 AND 409. 



10X CHRTSOTILE ASBESTOS 
SAMPLE DATE : 01/14/91 



UTC- 28190 



BLACK MASTIC FROM UNDER TELLOU 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 35 \ AND 409. 



NON ASBESTOS 

SAMPLE DATE: 01/14/91 



UTC-2819T TELLOU 12"X12" FLOOR TILE AT INTERSECTION OF COLUMNS 347 AMD 411. 



10X CHRTSOTILE ASBESTOS 
SAMPLE OATE: 01/14/91 



UTC- 28 192 



SLACK MASTIC FROM UNDER TELLOU 12"X12 H FLOOR TILE AT INTERSECTION OF 
COLUMNS 347 AND 411. 



NON ASBESTOS 

SAMPLE OATE: 01/14/91 



UTC-28193 TELLOU 12-X12" FLOOR TILE AT INTERSECTION OF COLUMNS 341 AWO 402 Of 



5X CKRTSOTILE ASBESTOS 
SAMPLE DATE: 01/14/91 



UTC-28194 



BLACK MASTIC FROM UNOER YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 341 AND 402. 



NON ASBESTOS 

SAMPLE OATE: 01/14/91 



UTC-28195 YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF COLUMNS 309 AND 410. 



5X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 01/14/91 



UTC-28196 



BLACK MASTIC FROM UNDER YELLOW 12"Xl2" FLOOR TILE AT INTERSECTION OF 
COLUMNS 309 AND 410. 



NON ASBESTOS 

SAMPLE OATE : 01/14/91 



DRAFT COPY ISSUED 05/14/92 



PORT AUTHORITY Of MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY « 



FACILITY: WORLD TRADE CENTER 

LOCATION : 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 102 



SAMPLE 

HUHSER LOCAT10H RESULT 

VTC-28197 YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF COLUMNS 333 AND 404. SI CHRYSOT ILE ASBESTOS 

SAMPLE OATE: 01/14/91 

UTC-26196 SLACK MASTIC FROH UNDER YELLOU 12"X1Z" FLOOR TILE AT INTERSECTION OF NON ASBESTOS 

COLUMNS 333 AND 404. SAMPLE OATE : 01/14/91 

tfTC-28199 YELLOU 12"X1Z" FLOOR TILE AT INTERSECTION OF COLUMNS 327 AND 406. 10X CHRYSOT ILE ASBESTOS 

SAMPLE DATE: 01/14/91 

UTC-28369 INSULATION COLLECTED FROM IHSIOE CORE OF OOOR. NON ASBESTOS 

SAMPLE DATE: 01/29/91 



■JTC- 26370 



INSULATION COLLECTED FROM INSIDE CORE OF DOOR. 



NON ASBESTOS 

SAMPLE OATE: 01/29/91 



DRAFT COPT ISSUED 05/14/92 



PORT AUTHORITY OF HY I HJ 
ASBESTOS MANAGEMENT D1V1SIOM 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 



FACILITY: UORLD TRADE CENTER 

LOCATION: OFFICE f 1845 t 1&49 

AREA DESCRIPTION: PERIMETER / MAIN AREA 



BUILDING: 1 
FLOOR: 18 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC- 28590 



1B H X18- CEIL IMG TILE TAKEN FROM ROOM 1845 NORTH WEST OFFICE. 



HON ASBESTOS 

SAMPLE DATE: 02/07/91 



VTC-28591 



WHITE f LUFFT SPRAYED ON INSULATION COLLECTEO FROM METAL OECK CEILING 
ABOVE CEILING TILE TAKEN FROM ROOM 1845. 



50X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



WTC -28592 



WHITE FLUFFY SPRAYED ON INSULATION COLLECTED FROM METAL DECK CEILING 
ABOVE DROP CEILING TILE COLLECTEO FROM ROOM 1845. 



SOX CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 02/07/91 



WTC -28593 



WHITE FLUFFY SPRAYED OH INSULATION COLLECTEO FROM HETAL DECK CEILING 
ABOVE DROP CEILING TILE COLLECTEO FROM ROOM 184S. 



60X CHRYSOT ILE ASBESTOS 
SAMPLE DATE : 02/07/91 



UTC -23594 



WHITE POWDERY DOT WALL SAMPLE COLLECTED FROM THE WALL OF ROOM 1845 WEST 
SIDE. 



NOH ASBESTOS 

SAMPLE DATE: 02/07/91 



WTC -28595 



WHITE POWDERY CONVECTOR INSULATION MATERIAL COLLECTEO OFFICE 1849 ON 
WEST SIDE. 



HON ASBESTOS 

SAMPLE DATE: 02/07/91 



WIC- 28596 



WHITE CEMENT ITIOUS CONVECTOR INSULATION MATERIAL COLLECTED FROM OFFICE 
1849 NORTH SIDE . 



HON ASBESTOS 

SAMPLE DATE: 02/07/91 



WTC -28597 



WHITE CEHENTITIOUS CONVECTOR INSULATION MATERIAL COLLECTED FROM OFFICE 
1849 NORTH SIDE. 



NON ASBESTOS 

SAMPLE DATE: OZ/07/91 



UTC -28598 



WHITE CEHENTITIOUS CONVECTOR INSULATION MATERIAL COLLECTED FROM OFFICE 
1849 NORTH SIDE. 



HON ASBESTOS 

SAMPLE DATE: 02/07/91 



WTC -28599 



HAST I C FOR 12-X12" FLOOR TILE COLLECTED FROM OFFICE 1849 IN MIDDLE OF 
ROOM. 



NOH ASBESTOS 

SAMPLE DATE: 02/07/91 



UTC -28600 MASTIC FOR 12 M X12 M FLOOR TILE COLLECTED FROM OFFICE 1B49 ON WEST SIDE. 



NON ASBESTOS 

SAMPLE DATE: 02/07/91 



UTC -28601 MASTIC FOR 12-X12" FLOOR TILE COLLECTED FROM OFFICE 1849 ON EAST SIDE. 



NOH ASBESTOS 

SAMPLE DATE: 02/07/91 



WTC -28602 



INTERLOCKING CEILING TILE COLLECTEO FROM OFFICE 1649 NEAR MIDDLE OF 
ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/07/91 



f 

) 



DRAFT COPY ISSUED OS/U/92 



PORT AUTHORITY OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 



FACILITY: WORLD TRADE CENTER 

LOCATION: OFFICE AREAS BUILDING: 1 

AREA DESCRIPTION: PERIMETER / KAIH AREA FLOOR: 18 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UK -26603 



UNITE FLUFFY F I REPROOFING INSULATION MATERIAL COLLECTED FROM OFFICE 1849 
HEAR MIOOLE Of ROOM OH METAL. CE1LIKG. 



SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



UK -264 04 



UH1TE FLUFFY f 1REPR00F1NG I USUI AT) OH MATERIAL COLLECTED FROM METAL DECK 
CEILING IN OFFICE 1649 ON EAST SIDE. 



NOW ASBESTOS 

SAMPLE DATE: 02/07/91 



UTC- 28640 



WHITE FLUFFY FIREPROOF I NG INSULATION MATERIAL COLLECTED FROM METAL DECK 
CEILING IN OFFICE 1849 OH WEST SIDE. 



SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



UTC-28641 



WHITE INTERLOCKING CEILING TILE COLLECTED FROM OFFICE 1829 ON SOUTH END 
OF ROOM. 



HON ASBESTOS 

SAMPLE OATE: 02/07/91 



UTC -28642 



UNITE ftUFfT SPRAYED ON flREPROOflWG INSULATION MATERIAL COLLECTED f ROM 
METAL DECK CEILING ABOVE DROP CEILING. 



SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



) 



WTC-26643 



UTC- 28644 



UNITE FLUFFY SPRAYED ON f I REPROOFING IHSULATIOH MATERIAL COLLECTED FROM 
METAL DECK CEILING ABOVE DROP CEILING. 

UHITE FLUFFY SPRAYED ON F I REPROOF ING INSULATION MATERIAL COLLECTED FROM 
METAL DECK CEILING ABOVE DROP CEILING. 



SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE : 02/07/91 

SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



UTC-28645 



UHITE FLUFFY SPRAYED ON F I REPROOF ING INSULATION MATERIAL COLLECTED FROM 
METAL DECK CEILING ABOVE OROP CEILING. 



50X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



) 



DRAFT COPY ISSUED Q5/U/92 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



PORT AUTHORITY OF NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY tt 



BUILDING: 1 
FLOOR: 60 



SAMPLE 
NUMBER 

UTC-28657 
WTC- 28658 



LOCATION 

FLUFFY SPRAYED OH INSULATION COLLECTED FROM COLUHH 327. 
FLUFFY SPRAYED ON INSULATION COLLECTED FROM COLUMN 251. 



RESULT 

HON ASBESTOS 

SAMPLE DATE : 02/08/91 

HOH ASBESTOS 

SAMPLE DATE: 02/08/91 



) 



DRAFT COPY ISSUEO Q5/U/92 



PCWT AUTHORITY Of HY I. HJ 
ASBESTOS MANAGEMENT DIVISION 
SAHPLELOCAT IONS 



REPORT U 
SURVEY * 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: COLUMNS * 501, SOS, 1001, 1008 



BUILDING: 1 
FLOOR: 77 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-29024 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 1008 
IOCATE0 IN THE SE QUAD APPROXIMATELY 2' ABOVE THE FLOOR. 



NON ASBESTOS 

SAMPLE DATE: 03/U/91 



UTC-29025 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 1008 
LOCATED IN THE SE QUAD APPROXIMATELY 2* BELOU THE CEILING TILES. 



NON ASBESTOS 

SAMPLE DATE: Ol/U/91 



UTC-29026 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 501 
LOCATED IN THE NU QUAD APPROXIMATELY 2' BELOU THE CEILING TILES. 



NON ASBESTOS 

SAMPLE DATE: 03/14/91 



UTC- 29027 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 501 
LOCATED IN THE NU QUAD APPROXIMATELY 2* ABOVE THE FLOOR. 



NON ASBESTOS 

SAMPLE DATE: 03/14/91 



UTC -29028 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 10O1 
LOCATED IN THE SU QUAD APPROXIMATELY 2' BELOU THE CEILING TILES. 



NON ASBESTOS 

SAMPLE DATE: 03/K/91 



) 



WTC-29029 



UTC- 29030 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 1001 

LOCATED IN THE SU QUAD APPROXIMATELY 2* ABOVE THE FLOOR. 

FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 508 

LOCATED IN THE HE QUAD APPROXIMATELY 2' BELOU THE CEILING TILES. 



NON ASBESTOS 

SAMPLE DATE; 03/14/91 

NON ASBESTOS 

SAMPLE DATE; 03/U/91 



UTC- 29031 



FLUFFY FIREPROOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 508 
LOCATED IN THE HE QUAD APPROXIMATELY Z* ABOVE THE FLOOR. 



HON ASBESTOS 

SAHPLE OATE: 03/14/91 



DRAFT COPT ISSUED 05/14/92 



POUT AUTHORITY Of HT I NJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 
SU« VET * 



FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 84 



SAHPLE 
NUMBER 

UTC -28793 



LOCATION 

BLACK HASTIC ADHESIVE SAHPLE COLLECTED UNDER CRAY 12**12" FLOOR TILE ON 
84TH FLOOR NORTHEAST QUAD AT CAST COLUMN 16 AND NORTH COLUMN 8. 



RESULT 

5X CHRYSOT ILE ASBESTOS 
SAHPLE OATE: 02/15/91 



UTC -28794 



BLACK HASTIC ADHESIVE f ROM UHOER CRAY t2"X12" FLOOR TILE OH 64 TH FLOOR 
KORT KEAST QUAD AT EAST COLUHH 17 AHD NORTH COLUMN 9. 



10% CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 02/15/91 



UTC- 28795 



SLACK HASTIC ADHESIVE SAHPLE COLLECTED UHOER 12"X12" GRAY FLOOR TILE OH 
84 TH FLOOR NORTHEAST QUAD EAST COLUHH 20 AND NORTH COLUMN 8. 



HOM ASBESTOS 

SAHPLE DATE: 02/15/91 



UTC -28796 



12"X12 H GRAY FLOOR TILE COLLECTED ON 84TH FLOOR NORTHEAST QUAD AT EAST 
COLUHN 16 AND NORTH COLUHH 8. 



HON ASBESTOS 

SAHPLE DATE: 02/15/91 



UTC -28797 



12"X12" BEIGE FLOOR TILE COLLECTED FROM UNDERNEATH LAYER OF GRAY TILE AT 
EAST COLUHN 20 AND NORTH COLUHN 8. 



10X CHRYSOT ILE ASBESTOS 
SAHPLE DATE : 02/15/91 



UTC -28805 



BLACK HASTIC UNDER BEIGE 12"X12 U TILE AT EAST COLUHN 20 AND NORTH COLUHH 

a. 



<1X CHSTSOTILE ASBESTOS 
SAHPLE DATE: 02/15/91 



J 



N OTE : In- syntool "<" means: Lets than. "TRACE" means a barely perceivable amwt of asbestos that is lefts than the USEPA tinit 
for asbestos. 



DRAFT COPY ISSUED 05/14/92 



POflT AUTHOR ITT OF NT t NJ 
ASBESTOS MANAGE HE HT D1V1SIOH 
SAMPLE LOCATIONS 



REPORT 0 
SUB VET 8 



FACILITY : WORLD TRAOE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR : 90 



SAHPLE 
NUMBER 

UTC-28147 



LOCATIOH 



TELLOU 12«X12" FLOOR TILE COLLECTED FROM NORTHEAST CORKER OF OFFICE. 



RESULT 

5X CHRTSQT 1LE ASBESTOS 
SAMPLE DATE : 01/10/91 



UTC-28150 



BLACK KASTIC FROM UNDER YELLOW 12"X12« FLOOR TILE COLLECTED FROM 
NORTHEAST CORNER OF OFFICE. 



ITTC-2&151 YELLOW 12 "XI 2" FLOOR TILE COLLECTED FROM NORTHEAST SIDE OF OFFICE. 



HOH ASBESTOS 

SAMPLE DATE: 01/10/91 

5X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/10/91 



UTC-28152 BLACK KASTIC FROM UNDER YELLOU 12"X12** FLOOR TILE COLLECTED FROM 

NORTHEAST SIDE OF OFFICE. 

UTC-28153 YELLOW 12"X12" FLOOR TILE COLLECTED FROM NORTHWEST SIDE OF OFFICE , 



HOU ASBESTOS 

SAMPLE DATE: 01/10/91 

10X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/10/91 



UTC-28154 



BLACK MASTIC FROM UNDER YELLOW 12"X12" FLOOR TILE COLLECTED FROM 
NORTHEAST SIDE OF OFFICE. 



UTC-28155 YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF COLUMNS 143 AND 204. 



HOH ASBESTOS 

SAMPLE DATE: 01/10/91 

5X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/11/91 



UTC-28156 



BLACK MASTIC FROM UNDER YELLOW 12"Xl2" FLOOR TILE AT INTERSECTION OF 
COLUMNS 143 AND 204. 



UTC-2S157 YELLOW 12"X12" FLOOR TILE AT INTERSECTION Of COLUMNS 155 AND 204. 



NOW ASBESTOS 

SAMPLE DATE: 01/11/91 

51 CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/11/91 



WTC-28158 



SLACK MASTIC FROM UNDER YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 155 AND 204. 



HON ASBESTOS 

SAHPLE OATE: 01/11/91 



UTC-28159 YELLOW 1Z*X12" FLOOR TILE AT INTERSECTION OF COLUMNS 155 AND 213. 



5X CHRYSOTILE ASBESTOS 
SAMPLE OATE: 01/11/91 



UTC-28160 



BLACK MASTIC FROM UNDER YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 155 AND 213. 



HON ASBESTOS 

SAMPLE DATE: 01/11/91 



WTC- 28161 



BLACK MASTIC FROM UHOER YELLOU 12"X12" FLOOR TILE AT INTERSECTION OF 
COLUMNS 151 AND 220. 



hi ON ASBESTOS 

SAMPLE OATE: 01/11/91 



WTC 28162 



BLACK MASTIC FROM UNDER YELLOU 12"X1Z" FLOOR TILE AT INTERSECTION Of 
COLUMNS 145 AND 219. 



NON ASBESTOS 

SAHPLE DATE: 01/11/91 



DRAFT COPY ISSUED 05/U/9Z 



PORT AUTHORITY Of HT 1 NJ 



ASBESTOS MANAGEMENT DIVISION 



REPORT 0 
SURVEY * 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



SAMPLE 

NUMBER LOCATION 

UTC-28163 BLACK HASTIC FROM UNDER 

COLUMNS 15S AND 226. 

UTC-ZS164 BLACK HASTIC FftOH UNDER 

COLUMNS 158 AND 211. 

WTC-28165 BLACK MASTIC FROM UNDER 

COLUMNS 153 AND 211. 

UIC -28166 BLACK HASTIC FROM UNDER 

COLUMNS US AND 211. 

VTC-2S167 BLACK HASTIC FROM UNDER 

COLUMNS 200 A NO 202. 



SAMPLE LOCATIONS 

\ 

TEL LOU 12"X12" FLOOR TILE AT INTERSECTION OF 
TELLOU 12"X12" FLOOR TILE AT INTERSECTION OF 
YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
YELLOW 12"X12" FLOOR TILE AT INTERSECTION OF 
YELLOW 12-X1Z" FLOOR TILE AT INTERSECT ION Of 



BUILDING: 1 
FLOOR: 90 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 01/11/91 

WON ASBESTOS 

SAMPLE DATE: 01/11/91 

NON ASBESTOS 

SAMPLE OATE: 01/11/91 

NON ASBESTOS 

SAMPLE DATE: 01/11/91 

HON ASBESTOS 

SAMPLE OATE : 01/11/91 



f 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY OF HY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY 0 



FACI L I TY : UOflLO TRAOE CENTER 
LOCATION: 

AREA DESCRIPTION: COLUMNS 0 501 , 508, 1001, 1008 



BUILDING: 1 
FLOOD: 92 



SAMPLE 
NUMBER 

UTC- 29032 



LOCATION 

FLUFFY FIREPROOF IHG INSULATION MATERIAL 
LOCATED |H THE NU QUAD APPROXIMATELY 2* 



COLLECTED 
BELOW THE 



FROM COLUMN SOI 
CEILING TILES. 



RESULT 

NOW ASBESTOS 

SAMPLE DATE: 03/K/91 



UK- 29033 



FLUFFY fIREPROOFING INSULATION MATERIAL COLLECTED FROM COLUMN 501 
LOCATED IH THE NU QUAD APPROXIMATELY 2' ABOVE THE FLOOR. 



NON ASBESTOS 

SAMPLE DATE: Q3/H/91 



UTC- 29034 



FLUFFY FIREPROOFINC INSULATION MATERIAL COLLECTED 
LOCATED IN THE SU OUAO APPROXIMATELY 2' BE LOU THE 



FROM COLUMN 1001 
CEILING TILES. 



NON ASBESTOS 

SAMPLE DATE: 03/14/91 



UTC-29035 



FLUFFY FIREPROOFIMC INSULATION MATERIAL COLLECTED 
LOCATED IN THE SU QUAD APPROXIMATELY 2< ABOVE THE 



FROM COLUMN 1001 
FLOOR. 



NOW ASBESTOS 

SAMPLE DATE: 03/14/91 



UTC -29036 



UTC- 29037 



FLUFFY FIREPROOFINC INSULATION MATERIAL COLLECTED 
LOCATED IH THE SE QUAD APPROXIMATELY 2' BELOW THE 

FLUFFY FIREPROOFINC INSULATION MATERIAL COLLECTED 
LOCATED IN THE SE OUAO APPROXIMATELY 2* ABOVE THE 



FROM COLUMN 1008 
CEILING TILES. 

FROM COLUMN 1008 
FLOOR. 



NON ASBESTOS 

SAMPLE DATE: Q3/K/91 

NON ASBESTOS 

SAMPLE DATE: 03/14/91 



UTC-29038 



FLUFFY FIREPRCOFIHG INSULATION MATERIAL COLLECTED FROM COLUMN 508 
LOCATED IN THE HE OUAO APPROXIMATELY 2* BELOW THE CEILING TILES. 



NON ASBESTOS 

SAMPLE OATE: 03/14/91 



UTC -29039 



FLUFFY FIREPROOFINC INSULATION MATERIAL COLLECTEO FROM COLUMN 508 
LOCATED IN THE NE OUAD APPROXIMATELY 2' ABOVE THE FLOOR. 



HON ASBESTOS 

SAMPLE OATE: 03/14/91 



) 



PltAFT COPT ISSUED 05/14/92 



PORT AUTHOR 1 TT Of NT 1 NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 



FACILITY: WORLD TRADE CENTER 
LOCATION: STEAM METER ROOM 
AREA DESCRIPTION: 



SAMPLE 
NUMBER 

UTC -28659 



1 



LOC ATION 

CEHEUTITIOUS F I REPROOFING COLLECTED FROM I-BEAM IN STEAM METER ROOM. 



BUILDING: 1 
FLOOR; 8-6 



RESULT 

NOM ASBESTOS 

SAMPLE DATE: 02/08/91 



WTC- 28660 



CEMENTITIOUS FIREPROOF IMG COLLECTED FROM I -BEAM IN STEAM METER ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/08/91 



UTC-28661 



WHITE INSULATION COLLECTED FROM OVERHEAD STEAM PIPE. 



20X CHRTSOTILE ASBESTOS 
551 AMOS IT E ASBESTOS 
SAMPLE DATE: 02/08/91 



UTC-2S662 



WHITE INSULATION COLLECTED FROM OVERHEAD STEAM PIPE. 



60X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 02/08/91 



UIC- 28663 



WHITE INSULATION COLLECTED FROM OVERHEAD STEAM PIPE RISES TEE JOINT. 



HON ASBESTOS 

SAMPLE DATE: 02/08/91 



I UTC- 28690 



BLUE SPONGY INSULATION COLLECTED FROM DECK OF STEAM METER ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/08/91 



UTC-2S691 



WHITE INSULATION COLLECTED FROM STEAM PIPE RISER. 



50X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 02/08/91 



DRAFT COPT ISSUED 05/U/9Z 



POBT AUTHORITY OF NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L PC AT IOWS 



REPORT * 
SURVEY * 



FACtLl I Y : WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILD I KG: 1 
FLOOR: BS 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC- 28893 



FLUFFY OFF WHITE SPRAYED ON SURFACING MATERIAL COLLECTED FROM SLANTED 
COLUMN WITHIN 10' OF COLUMN J -76/3 (BOTTOM). 



NOW ASBESTOS 

SAMPLE DATE: 02/25/91 



WTC-28894 



FLUFFY OFF WHITE SPRAYED ON SURFACING MATERIAL COLLECTED FROM SLANTED 
COLUMN WITHIN 10' OF COLUMN J -76/3 (TOP). 



NON ASBESTOS 

SAMPLE DATE: 02/25/91 



UTC-2W95 



FLUFFY OFF WHITE SPRAYED ON SURFACING MATERIAL COLLECTED FROM CEILING 
BETWEEN COLUMNS J -76/3 J- 76/51. 



TRACE CHRtSOT ILE ASBESTOS 
SAMPLE DATE: 02/25/91 



WTC- 28896 



FLUFFY OFF WHITE SPRAYED ON SURFACING MATERIAL COLLECTED FROM CEILING 
BETWEEN COLUMNS J-76/J J-76/51. 



TRACE CHRYS0T1LE ASBESTOS 
SAMPLE DATE: 02/25/91 



UK- 26697 



FLUffX Off UKUfc SPRMEO OH SURffcClUG HMEH1M. COU.ECU0 FROM K0M10HTM. 
BEAM JUST A80VE COLUMN J -76/51 (BOTTOM). 



WON. ASBESTOS 

SAMPLE DATE: 02/25/91 



U7C- 28898 



FLUFFY OFF WHITE SPRAYED OH SURFACING MATERIAL COLLECTED FROM HORIZONTAL 
BEAM JUST ABOVE COLUMH J-76/51 (TOP) . 



NON ASBESTOS 

SAMPLE DATE: 02/25/91 



) 



NOTEj The symbol "<" wans: Less than. "TRACE" means a barely perceivable mixnt of asbestos that is less than the USEPA limit 
for asbestos. 



ORAFT COPT ISSUED 05/U/92 



PORT AUTHOS ITT Of HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 001 



FACILITY: WORLD TRADE CENTER 
LOCATION: I -BEAMS 

AREA DESCRIPTION: TELEPHONE CLOSETS 



BUILDING: 1 
fLOOR: 102 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-2B211 



FLUFFY INSULATION TAKEN FROM I-BEAM IN SOUTHEAST TELEPHONE CLOSET. 



HON ASBESTOS 

SAMPLE DATE: 01/15/91 



UTC-2B211 



FLUFFY INSULATION COLLECTED FROM I-BEAM IN SOUTHEAST TELEPHONE CLOSET . 



NON ASBESTOS 

SAMPLE DATE : 01/15/91 



UTC-28212 CEKEMTITIOUS INSULATION COLLECTED FROM I-BEAM IN SOUTHEAST TELEPHONE 

CLOSET. 



NON ASBESTOS 

SAMPLE DATE: 01/15/91 



UTC-28213 



FLUFFY INSULATION COLLECTED FROM I-BEAM IN SOUTHEAST TELEPHONE CLOSET. 



NON ASBESTOS 

SAMPLE DATE: 01/15/91 



UTC-2BZK 



FLUFF* IKSULMIOH COLLECTED FROM I-BEAM U SOUTHWEST TELEPHONE CLOSET. 



HON ASBESTOS 

SAMPLE DATE: 01/15/91 



UTC-2B215 FLUFFY INSULATION COLLECTED FROM I-BEAM IN SOU T HUE ST TELEPHONE CLOSET , 



HON ASBESTOS 

SAMPLE DATE: 01/15/91 



WTC-2S216 



CEMEHTIT10US INSULATION COLLECTEO FROM I -BEAM IN SOUTHWEST TELEPHONE 
CLOSET. 



NON ASBESTOS 

SAMPLE DATE: 01/15/91 



c 



DRAFT COPY ISSUED OS/U/92 



PORT AUTHORITY Of HT t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAHPLE LOCATIONS 



REPORT * 
SURVEY tt 



001 



FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: B2-45 



SAMPLE 
NUMBER 

R-1UTC-25018 



LOCATION 

FLUFFY INSULATION MATERIAL SPRAYED ON AN 10" UIDE FLANGE BEAM LOCATED 
BETWEEN CARS 1 AND 2 AT THE TOP OF 44TH FLOOR 



RESULT 



10X CHRYSOT I LE ASBESTOS 



R-1UTC-25019 FLUFFY INSULATION MATERIAL OH AH 16" UIOE FLANGE BEAM LOCATED ALONG THE 

EAST WALL AT THE TOP Of THE 44TH FLOOR 



5X CHRYSOT I LE ASBESTOS 



0-1U1C-25020 FLUFFY INSULATION MATERIAL OH A 15" UIDE FLANGE BEAM LOCATED ALONG THE 

EAST UALL AT THE TOP OF THE 5TH FLOOR 



10X CHRYSOT I LE ASBESTOS 



R-1U1C-25021 FLUFFY INSULATION MATERIAL SPRAYED ON A 15" UIDE FLANGE BEAM LOCATED 

ALONG THE EAST UALL AT THE TOP OF THE 11TH FLOOR 



101 CHRYSOT ]LE ASBESTOS 



R-1UTC-25022 FLUFFY INSULATION MATERIAL ON A 36" UIDE FLANGE COLUMN LOCATED IN THE 

NORTHEAST CORNER AT THE TOP OF THE 11TH FLOOR 



10X CHRYSOT I LE ASBESTOS 



) 



R-1UTC-2S023 FLUFFY INSULATION MATERIAL SPRAYED ON A 15" UIDE FLANGE BEAM LOCATED AL 

OHG THE EAST UALL AT THE TOP OF THE 1STH FLOOR. 

R-1WTC-2502; FLUFFY INSULATION MATERIAL SPRAYED ON A 36" UIDE FLANGE COLUMN LOCATED 

IK THE NORTH EAST CORKER AT THE TOP Of THE Z6TH FLOOR 



1SX CHRYSOT I LE ASBESTOS 



ZOX CHRYSOT I LE ASBESTOS 



R* TUTC-25025 FLUFFY INSULATION MATERIAL SPRAYED ON AN 18" WIDE FLANGE BEAN LOCATED 

ALONG THE SOUTH UALL AT THE TOP OF THE 41ST FLOOR, 



10X CKRYSOTILE ASBESTOS 



R-1UTC-25026 FLUFFY INSULATION MATERIAL SPRAYED ON AM IB" BEAM LOCATED ALONG THE WEST 

UALL OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 3RD FLOOR 



ZX CKRYSOTILE ASBESTOS 



R-1UTC-250Z7 FLUFFY INSULATION MATERIAL SPRAYED OH A 36" COLUMN LOCATED IN THE NORTH 

WEST CORNER OF THE ELEVATOR SHAFT FOR CARS U2 AT THE TOP OF THE 6TH FL. 



2% CHRYSOT I LE ASBESTOS 



R-1VTC-25028 FLUFFY INSULATION MATERIAL SPRAYED OH AH IS" BEAM LOCATED ALONG THE WEST 

UALL OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 9TH FLOOR 



10X CHRYSOT I LE ASBESTOS 



R-1U7C-Z5029 FLUFFY INSULATION MATERIAL SPRAYED ON A 36" COLUMN LOCATED IN THE NORTH 

UEST CORNER OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 12TH FL 



10% CKRYSOTILE ASBESTOS 



R-1UTC-25O30 FLUFFY INSULATION MATERIAL SPRAYED ON AN 18" BEAM LOCATED ALONG THE UEST 

UALL OF ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 15TH FLOOR 



5X CHRYSOT I LE ASBESTOS 



R-1UTC-25031 FLUFFY INSULATION MATERIAL SPRAYED ON A 36" COLUMN LOCATED IN THE NORTH 

UEST CORNER OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 18TH FL 



SX CKRYSOTILE ASBESTOS 



DRAFT COPT ISSUED 05/U/9Z 



\ 

FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



PORT AUTHORITY OF NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY t 001 



BUILDING: 1 
FLOOR: 82-45 



SAMPLE 
NUMBER 

R-1UTC-25032 



LOCATION 

FLUFFY INSULATION MATERIAL SPRAYED ON AN 13" BEAM LOCATED ALONG THE UEST 
WALL OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 2'ST FLOOR 



RESULT 

10X CHRYSOTILE ASBESTOS 



R-1UTC-25033 FLUFFY INSULATION MATERIAL SPRAYED ON A 36" COLUMN LOCATED IN THE NORTH 

WEST CORNER OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 24TH FL 



5X CHRYSOTILE ASBESTOS 



R-1UTC-25034 FLUFFY INSULATION MATERIAL SPRAYED ON AN 10" BEAM LOCATED ALONG THE UEST 

WALL OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 27TH FLOOR 



15X CHRYSOTILE ASBESTOS 



R-1UTC-25035 FLUFFY INSULATION MATERIAL SPRAYED ON A 36" COLUMN LOCATED ALONG THE 

NORTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 
30IH FLOOR 



101 CHRYSOTILE ASBESTOS 



R-1UTC-2S036 FLUFFY INSULATION MATERIAL SPRAYED OH AN 18" BEAM LOCATED ALONG THE UEST 

WALL OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 33RO FLOOR 



2X CHRYSOTILE ASBESTOS 



^R-IUTC-25037 
R-1UIC-25038 



FLUFFY INSULATION MATERIAL SPRAYED OH A 36 H COLUMN LOCATED IN THE NORTH 
UEST CORNER OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 36TH FL 

FLUFFY INSULATION MATERIAL SPRAYED ON AN 1A" BEAM LOCATED ALONG THE UEST 
UALL OF THE ELEVATOR SHAFT FOR CARS U2 AT THE TOP OF THE 39TH FLOOR 



5X CHRYSOTILE ASBESTOS 



NON ASBESTOS 



R-1UTC-2S039 FLUFFY INSULATION MATERIAL SPRAT EO ON A 36" COLUMN LOCATED ALONG THE 

UEST UALL OF THE ELEVATOR SHAFT FOR CARS 112 AT THE TOP OF THE 42ND FL 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25WO 



FLUFFY FALLOUT MATERIAL LOCATED ON TOP OF PASSENGER ELEVATOR CAR 12 



10X CHRYSOTILE ASBESTOS 



f 

) 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHORITY OF HY 1 NJ 
ASBESTOS MANAGEMENT 01V1S1OH 
SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 

LQCATIOH: 

AREA DESCRIPTION: 



REPORT * 
SURVEY M 002 



BUILD tHt.; 1 
FLOOR: B2-45 



SAMPLE 

HUM HER LQCATIOH 

R-1U1C-25000 FLUFFY f 1REPROQFING HATES I AL FROM OUTER ENCAPSULATED LAYER SPRAYEO OH 

36" U.F. COLUHH LOCATED AT THE NORTH EAST CORNED OF THE ELEVATOR SHAFT 
FOB CARS 314 AT THE 32HO FLOOR 

R-1UTC-25001 FLUFFY F I REPROOFING MATERIAL FROM BENEATH ENCAPSULATED LAYER SPRAYEO OH 

36" U.F. COLUMN LOCATED AT THE NORTH EAST CORNER OF THE ELEVATOR SHAFT 
FOR CARS 3U AT THE 32ND FLOOR 

R-1UTC-25002 FLUFFY F I REPROOF I HC MATERIAL SPRAYED ON AN 18" BEAM LOCATED ALONG THE 

EAST WALL OF THE ELEVATOR. SHAFT FOR CARS 3t4 AT THE BOTTOM OF THE 14 FL. 

R-1UTC-25003 FLUFFY F I REPROOFING MATERIAL SPRAYEO ON A 36* U.F. COLUMN LOCATEO IN THE 

NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CARS 314 AT THE BOTTOM OF 
FLOOR 14 

R-1UTC-25004 FLUFFY F IREPROOFING MATERIAL SPRAYEO ON A 36" UlOE FLANGE COLUHH LOCATEO 

| AT THE TOP OF THE 22HD FLOOR, WITHIN THE ELEVATOR SHAFT FOR CARS 314 

R-1UTC-250O5 CEMENTfTIOUS INSULATION MATERIAL FROM AN 10" BEAM LOCATED IN THE 

ELEVATOR SHAFT FOR CARS 314 ALONG THE EAST UALL AT THE TOP OF THE 43R0 
FLOOR 



RESULT 

20X CHRYSOT ILE ASBESTOS 

20% CHRYSOT ILE ASBESTOS 

5X CHRYSOT ILE ASBESTOS 
5X CHRYSOT ILE ASBESTOS 

10X CHRYSOT ILE ASBESTOS 
NOW ASBESTOS 



R-1UTC-25006 FLUFFY UNDER COATING INSULATION MATERIAL FROM A 36" COLUMN LOCATED WITH 

IN EVEVAlt* SHAFT TOR CARS PE 3U IN 1HE NOR1HUEST CORNER AT THE TOP OF 
THE 3RO FLOOR 



20X CHRYSOT ILE ASBESTOS 



R-1UTC-25007 CEHEHTITIOUS OVERCOATING INSULATION MATERIAL FROM A 36" COLUMN LOCATED HON ASBESTOS 

IN THE NORTH VEST CORNER Of ELEVATOR SHAFT FOR CARS PE3 I PE4 AT THE TOP 
OF THE 3RD FLOOR 

R-1UTC-2500A CEHEHTITIOUS INSULATION MATERIAL FROM A 36" COLUHH LOCATED IN THE NORTH HON ASBESTOS 

UEST CORNER OF ELEVATOR SHAFT FOR CARS PE3 I PE4 AT THE TOP OF THE 5TH 
FLOOR 



R-1UTC-25QOV FLUFFY UNDERCOAT INSULATION MATERIAL FROM A 36" COLUMN AND RAIL SUPPORT 

CONNECTION LOCATED IN THE NORTH UEST CORNER OF THE ELEVATOR SHAFT FOR 
CARS PE3 t PE* AT THE TOP OF THE 5TH FLOOR 



10X CHRTSOT ILE ASBESTOS 



R-1WTC-25010 FLUFFT AND CEHEHTITIOUS IHSULATION MATERIAL FROM THE 36" COLLWH AND 18" 

BEAM CONNECTION LOCATED IN THE NORTH WEST CORNER OF THE ELEVATOR SHAFT 
FOR CARS PES 1 PE4 AT THE TOP OF THE9TH FLOOR 



10% CHRYSOT ILE ASBESTOS 



) 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHORITY OF NY ft HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 
SURVEY * 002 



FACILITY: UORLD TRADE CENTER 

LOCAT ION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 62*45 



SAMP LE 
NUMBER 



R-1UTC-25011 



LOCAT I OH 

FLUFFY OVERSPRAY MATERIAL FROM THE FLOOR SLAB END LOCATED IN THE 
ELEVATOR SHAFTS FOR CARS PE3 1 P£i AT THE TOP OF THE 15TH FLOOR 



RESULT 

NOW ASBESTOS 



R-1UTC-25012 PLASTER LIKE MATERIAL FROM A WALL LOCATED IN THE SOUTH WEST CORNER OF 

THE ELEVATOR SHAFT FOR CASS PES ft PE4 AT THE TOP OF THE 17TH FLOOR 



NOW ASBESTOS 



R-IUTt-25013 CEHEMT1TI0US INSULATION MATERIAL FROM A 36" COLUMN LOCATED IN THE NORTH 

WEST CORKER OF THE ELEVATOR SHAFT FOR CARS PE3 ft PE* AT THE TOP OF THE 
19TH FLOOR. 



HON ASBESTOS 



R-1UTC-250K CEMEHTITIOUS INSULATION MATERIAL FROM A 36" COLUMN LOCATED IN THE NORTH 

WEST CORKER Of THE ELEVATOR SHAFT FOR CARS PES ft PE* AT THE TOP OF THE 
26TH FLOOR. 



HON ASBESTOS 



R-1UTC-25015 FLUFFY OVERSPRAY MATERIAL FROM A CONCRETE FLOOR SLAB END LOCATED IN THE 

NORTH VEST CORNER OF THE ELEVATOR SHAFT FOR CARS PE344 AT THE BOTTOM OF 
1 THE 27TH FLOOR 



HON ASBESTOS 



R-lUlC-25016 FLUFFY 1HSULAUOH MATERIAL UNDER CEHEUT1TIOUS I USUI Ml OH MATERIAL FROM A 

36" COLUMN ft RAIL SUPPORT CONNECTION LOCATED IN NU CORNER OF ELEVATOR 
SHAFT FOR CARS PE3 L PE4 ATM THE TOP OF THE FLOOR 



HOH ASBESTOS 



R-1UTC-2S017 CEMEHTITIOUS INSULATION MATERIAL FROM A 16" COLUMN ft RAIL SUPPORT CON- 

NECTION LOCATED IN THE NOR T HUE ST CORNER OF THE ELEVATOR SHAFT FOR CARS 
PE3 1 PE4 AT THE TOP OF THE 42N0 FLOOR 



NON ASBESTOS 



R-1UTC-2S059 



FLUFFY FALLOUT MATERIAL LOCATED ON TO>OF ELEVATOR CAR PE3 



NON ASBESTOS 



) 



PHAFT COPt ISSUED 0S/1W92 PORT AUTHOR] IT Of NT & MJ 

ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

L OCA T I OH: 

AREA DESCRIPTION: 



SAMPLE 
NUMBER 



LOCATION 



R-1UTC-25440 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 24" COLUMN LOCATED OH THE 

WW CORNER OF THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 38TH FLOOR 

R-1WTC-25441 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 12" BEAM LOCATED ON THE 

WEST SIOE Of THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 32MD FLOOR 

R-1UTC-2S442 FLUf FT SPRAYED ON INSULATION MATERIAL FROM AN 8" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 26TH 
FLOOR 

R-1UTC-25443 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 12" BEAM LOCATED ON THE 

UEST SIOE Of THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 19TH FLOOR 

R-1UTC-25444 FLUFFY SPRAYED ON INSULATION MATERIAL FROM AH 18" BEAM LOCATED OH THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 8TH FLOOR 



R-1UTC-Z5445 



FLUFFY SPRAYED ON INSULATION MATERIAL FROH A 12" SEAM LOCATED ON THE NU 
CORNER OF THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 6TH FLOOR 



R-1UTC-25446 FLUFFY SPRAYED OH 1HSULATION MATERIAL FROH A 24" COLUMN LOCATED ON THE 

NU CORNER OF THE ELEVATOR SHAFT FOR CAR #48 AT THE TOP OF THE 2ND FLOOR 

R-1UTC-25492 CEMENT 1 T 10US OUTERLAYER INSULATION MATERIAL FROM A 38" COLUMN LOCATED OH 

THE H.E . CORNER OF THE ELEVATOR SHAFT FOR CAR frt AT THE TOP OF THE 41ST 
FLOOR 

S-1UTC-25493 CEHEHTITIOUS OUTER LAYER INSULATION MATERIAL FROH A 17 H BEAM LOCATED OH 

THE EAST SIPE OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 36TK FL 

R-1WTC-2S494 CEHEHTITIOUS OUTER LATER INSULATION MATERIAL FROH A 38- COLUMN LOCATED 

ON THE H.E. CORNER OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 
30TH FLOOR 

R-1UTC-2S495 CEHEHTITIOUS OUTER LATER INSULATION MATERIAL FROH A 38" COLUMN LOCATED 

ON THE H.E. CORNER OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 
26TH FLOOR 



R-1UTC-25496 FLUf FY UHITE INNER LATER INSULATION MATERIAL FROH A 38" COLUMN LOCATED 

ON THE H.E. CORNER OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 
28TH FLOOR 



REPORT # 
SURVEY # 003 



BUILDING: 1 
FLOOR: B1-40 

RESULT 

10X CKRTSOTILE ASBESTOS 
5X CHRYSOTILE ASBESTOS 
10% CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 
1QX CHRYSOTILE AS8ESTOS 
10X CHRYSOTILE ASBESTOS 
5X CHRYSOTILE ASBESTOS 
HON ASBESTOS 

HON ASBESTOS 
HON ASBESTOS 

2% CHRYSOTILE ASBESTOS 

15X CHRYSOTILE ASBESTOS 



) 



DRAM COPT ISSUED 05/U/9Z 



PORT AUTHORITY OF NT t HJ 
ASBESTOS MANAGEMENT 0IVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * O03 



FACILITY: UORLO TRADE CENTER 

LOCAT 1 ON : 

AREA DESCRIPTION: 



8U1LDJHG: 1 
FLOOR: 81-40 



SAMPLE 
NU MBER 

R-1UTC-25497 



LOCATION 

FLUFFY 8ROUM INNER LATER INSULATION MATERIAL FROM A 38" COLUMN LOCATED 
ON THE N.E. CORNER OF THE ELEVATOR SHAFT FOR CAR « AT THE TOP OF THE 
28TH FLOOR 



RESULT 

5% CHRTSOTILE ASBESTOS 



R-1UTC-Z5498 CEMEHTITIOUS OUTER LAYER IHSULAT IOH MATERIAL FROM A 17" REAM LOCATED OM 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR « AT THE TOP OF THE 21ST 
FLOOR 



NOW ASBESTOS 



R-1UTC-25499 FLUFFY INNER LATER INSULATION MATERIAL FROM A 17" BEAM LOCATED ON EAST 

SIDE OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 21ST FLOOR 



30X CHRTSOTILE ASBESTOS 



B-1UTC-25500 CEHENTITIOUS OUTER LATER INSULATION MATERIAL FROM A 16" COLUMN LOCATED 

ON THE N.E. CORNER OF THE ELEVATOR SHAFT FOR CAR tf5 AT THE TOP OF THE 
16TH FLOOR 



NON ASBESTOS 



R-1UTC-25501 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 33" COLUMN LOCATED ON THE 

, N.E. CORNER OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 16TH 

FLOOR 



10X CHRTSOTILE ASBESTOS 



R-1UTC-25502 FLUFFY INNER LAYER INSULATION MATERIAL FROM A U" BEAM LOCATED ON THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 11TH FLOOR 



20X CHRTSOTILE ASBESTOS 



R-1UTC-25503 CEHENTITIOUS OUTER LAYER INSULATION MATERIAL f ROM A 38" COLUMN LOCATED 

ON THE N.E. CORNER OF THE ELEVATOR SHAFT FOR CAR #5 AT THE TOP OF THE 
7TH FLOOR 



5X CHRYSOT I LE ASBESTOS 



R-1UTC-25504 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 38" COLUMN LOCATED ON THE 

N.E. CORNER Of THE ELEVATOR SHAFT FOR CAR « AT THE TOP OF THE 7TH FLOOR 



20X CHRTSOTILE ASBESTOS 



R-1UTC-25505 CEHENTITIOUS OUTER LAYER INSULATION MATERIAL FROM A 17" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f5 AT THE TOP OF THE 4TH 
FLOOR 

R-1UTC-2SS06 FLUFFY IKUEft LAYER INSULATION MATERIAL FROM A 17** BEAM LOCATED CM THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR ffS AT THE TOP OF THE 4TH FLOOR 



HON ASBESTOS 



10% CHRYSOT I LE ASBESTOS 



R-1UTC-25507 



FLUFFY FALLOUT INSULATION MATERIAL TAKEN FROM THE TOP OF CAR *5 



NON ASBESTOS 



) 



ORAFT COPY ISSUEO OS/U/92 



PORT AUTHORITY OF Hf t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 

survey * 005 



FACILITY; WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 82-45 



SAMPLE 
NUMBER 

R-1UTC-2506O 



LOCAT ION 

FLUFFY INSULATION MATERIAL SPRAYED ON AH 18" U.F. BEAM LOCATED ON THE 
EAST SIDE OF THE ELEVATOR SHAFT FOR CARS PES 1 PE9 AT THE TOP OF THE 
10TH FLOOR 



RESULT 

45X CHRYSOT I LE ASBESTOS 



R-1UTC-Z5061 FLUFFY INSULATION MATERIAL SPRAYED ON AN 18 u U.F . BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CARS PES t P£9 AT THE TOP OF THE 
UTH FLOOR 



3SX CHRYSOT ILE ASBESTOS 



R-1UTC-25062 FLUFFY INSULATION MATERIAL SPRAYED OR A 36" U.F. COLUMN LOCATEO ON THE 

NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CARS PES I PE9 AT THE TOP OF 
33RD FLOOR 



HON ASBESTOS 



R-1UTC-Z5063 FLUFFY INSULA? IOH MATERIAL SPRAYEO ON AH tC" U.F. BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CARS PES I PE9 AT THE TOP OF THE 
41ST FLOOR 



20* CHRYSOT KE ASBESTOS 



|R-1UTC-Z5064 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP ELEVATOR CAR *8 

R-1UTC-Z5429 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON N.U. 

CORNER OF THE ELEVATOR SHAFT FOR CAR #9 AT TOP OF THE 1ST FLOW 



SOX CHRYSOTILE ASBESTOS 
10X CHRYSOT ILE ASBESTOS 



R-1UTC-2S430 FLUFFY FALLOUT INSULATION MATERIAL FROM A CENTER BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE 2ND FLOOR 



<1X CHRYSOT ILE ASBESTOS 



R-1VTC-25431 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

VEST SIDE OF THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE STH FLOOR 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25432 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON N.U. 

CORNER OF THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE 10TH FLOOR 



15X CHRYSOTILE ASBESTOS 



R-1VTC-25433 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 16- BEAM LOCATED ON VEST 

SIDE OF THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE 15TH FLOOR 



15X CHRYSOTILE ASBESTOS 



FlUFTX WftMED OH ItLSULATlOU MATERIAL FROM A 5fc- BEAM LOCATED OU H.U. 
CORNER Of THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE 20TH FLOOR 



m ASBESTOS 



R-1UTC-25435 FLUFFY S»RAYEO ON INSULATION MATERIAL FROM A 16 M BEAM LOCATED ON VEST 

SIDE OF THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE 25TH FLOOR 



15X CHRYSOTILE ASBESTOS 



R-1UTC-25436 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 36" COLUMN LOCATEO ON KU 

CORNER OF THE ELEVATOR SHAFT FOR CAR *9 AT THE TOP OF THE 30TH FLOOR 



) 



10X CHRYSOTILE ASBESTOS 



N OTE: The symbol u <" means: Less than. "TRACE 1 * means a barely perceivable uomt of asbestos that is less than the USEPA limit 
for asbestos. 



DRAFT COPT ISSUED 05/U/92 



POUT AUTHOR! TT OF NY I MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 9 
SURVEY i 005 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUlLOING: 1 
FLOOR : B2-« 



SAHPLE 
NUMBER 

R-ltfTC-25437 



R-1UTC-25438 



LOCATIOH 

FLUFFY SPRAYED ON INSULATION KA1ERIAL FROM A 16 H BEAM LOCATED ON UEST 
SIDE OF THE ELEVATOR SHAFT FOR CAR #9 AT THE TOP OF THE 35TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON N.U. 
COBWEB OF ELEVATOR SHAFT FOR CAR W AT THE TOP OF THE UTH FLOOR 



R-ll/TC-25439 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR #9 



RESULT 



Vt CHRYSOTILE ASBESTOS 



5X CHRYSOTILE ASBESTOS 



ZX CHRYSOTILE ASBESTOS 



J 



OBAFT COPY ISSUED OS/U/92 



PORT AUTHORITY Of MY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE 1. PC AT tOHS 



REPORT # 
SURVEY U 006 



FACILITY: UORLD TRADE CEHTER 

LOCATION: BUUOlHG: \ 

AREA DESCRIPTION: FLOOR: B2-45 



SAMPLE 
NUMBER 

R-1UTC-25041 



LOCAT 1 OH 

FLUFFY INSULATION MATERIAL SPRAYED ON AM 18" U.F. BEAM ALONG THE EAST 
UALL OF CAR «10 AT THE TOP OF THE 5TH FLOOR 



RESULT 

10X CKRYSOTILE ASBESTOS 



R-1UTC-25W2 FLUFFY INSULATION KATERIAL SPRAYED ON AN 18" U.F. BEAM ALONG THE EAST 

UAU OF CAR flO AT THE TOP OF THE HTH FLOOR 



10X CHRTSOTILE ASBESTOS 



R-1U7C-25043 FLUFFY INSULATION MATERIAL SPRAYED ON AH 18" U.F. BEAM ALONG THE EAST 

WALL OF CAR «1Q AT THE TOP Of THE 24TH FLOOR 



2SX CHRTSOTILE ASBESTOS 



R-1UTC-250U FLUFFY INSULATION MATERIAL SPRAYED ON AM 18" U.F. BEAM ALONG THE EAST 

WALL OF CAR *10 AT THE TOP OF THE 36TH FLOOR 



10X CHRTSOTILE ASBESTOS 



R-TUTC-25045 FLUFFY INSULATION MATERIAL SPRAYED ON AM 18" U.F. BEAM ALONG THE SOUTH 

UALL OF CAR *10 AT THE TOP OF THE 41ST FLOOR 



101 CHRTSOTILE ASBESTOS 



R-1UTC-2S0A6 FLUFFY FALLOUT MATERIAL LOCATED ON TOP OF CAR »10 

Jr-1UTC'2S047 FLUFFY INSULATION MATERIAL SPRAYED ON A 42" U.F. COLUMN LOCATED IN H.U. 

CORKER AT THE TOP Of THE 2ND FLOOR (CAR #11) 



45X CHRTSOTILE ASBESTOS 
25X CKRYSOTILE ASBESTOS 



R-1UTC-25048 FLUFFY INSULATION MATERIAL SPRAYED ON A 28" U.F. BEAM LOCATED ON WEST 

UALL Of CAR *11 AT THE TOP OF THE 6TH FLOOR 



25X CKRYSOTILE ASBESTOS 



R-1UTC-25049 FLUFFY INSULATION MATERIAL SPRAYED ON A 42" U.F. COLUMN LOCATED IN N.U. 

CORNER AT THE TOP OF THE 10TH FLOOR (CAR #11) 



40X CHRTSOTILE ASBESTOS 



R-1UTC-25050 FLUFFY INSULATION MATERIAL SPR A YEO -©*--*. 24" U.F. BEAM LOCATED OH VEST 

UALL OF CAR f 1 1 AT THE TOP OF THE KTH FLOOR 



25X CKRYSOTILE ASBESTOS 



I-lVTC-25051 FLUFFY INSULATION MATERIAL SPRAYED ON A 42" U.F. COLUMN LOCATED IN N.U. 

CORNER OF CAR 111 AT THE TOP OF THE 1BTH FLOOR 



10X CHRTSOTILE ASBESTOS 



R-1U7C-2505Z FLUFFY INSULATION MATERIAL SPRAYED ON A 24" U.F. BEAM LOCATED OH UEST 

UALL OF CAR #1 1 AT THE TOP Of THE 22ND FLOOR 



10* CHRTSOTILE ASBESTOS 



R-1UTC-25053 FLUFF* IHSULATIOH MATERIAL SPRAYED OH A 42" U.F . COLUMN LOCATED U H.U. 

CORNER OF CAR «11 AT THE TOP OF THE 26TH FLOOR 



10X CHRTSOTILE ASBESTOS 



R-WTC-25Q54 FLUFFY IHSULATIOH MATERIAL SPRAYEO OH A 24- U.F. BEAM LOCATED OH UEST 

UALL Of CAR *H AT THE TOP OF THE 30IH FLOOR 



SX CHRTSOTILE ASBESTOS 



) 



ORAFT COPY ISSUED 05/U/92 

I 



PORT AUTHORITY Of HT 1 HJ 
ASBESTOS MMiUCEKEHT D1V1SIOH 
SAMPLE LOCATIONS 



REPORT « 
SURVEY * 006 



BUILDING: 1 
FLOOR: B2-t* 

\ 



RESULT 



R-1UTC-25055 FLUFFY INSULATION KATERIAL SPRAYED ON A 42" V.f . COLUMN LOCATED IN N.U. SX CKRYSOTILE ASBESTOS 

CORNER OF CAR «U AT TK6 TOP OF THE 3UH f LOQR 

R-1UTC-25056 FLUFFY IH5ULAT10N MATERIAL SPRAYED ON A 24" U.F. BEAM LOCATED ON UEST 5% CKRYSOTILE ASBESTOS 

WALL OF CAR 011 AT THE TOP OF THE 38TH FLOOR 

R-1UTC-250S7 FLUFFY INSULATION MATERIAL SPRAYED ON A i.2" U.F. COLUMN LOCATED IN N.U. 5% CKRYSOTILE ASBESTOS 

CORNER OF CAR #11 AT THE TOP OF THE 42HD FLOOR 

R-1UTC-2505B FLUFFY FALLOUT MATERIAL LOCATED OH THE TOP OF CAR *11 102 CHRYSOT I LE ASBESTOS 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



SAMPLE 

NUMBER LOCATION 



f 

J 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHORITY Of MY t NJ 
ASBESTOS HAH AGE HE NT OIVISIOH 
SAMPLE LOCATIONS 



FACILITY: UORLD TRADE CENTER 

LOCATIOM: 

AREA DESCRIPTION: 



REPORT # 

survey « 007 



BUILDING: 1 
FLOOR: 82-80 



SAMPLE 
NUMBER 

R-1UTC-252QO 



L0CAT10H 

FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" U.f. BE AH LOCATED ALONG 
THE VEST WALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP OF THE 
2ND FLOOR. 



RESULT 

10X CHRTSOTILE ASBESTOS 



R-1UTC-25201 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 27'* U.F. BEAM LOCATED ALONG 

THE UEST UALL OF THE ELEVATOR SHAFT FOR CARS 12 AND II AT THE TOP OF THE 
STH FLOOR . 



2X CHRTSOTILE ASBESTOS 



R-1UTC-25202 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 42" COLUMN LOCATED IN THE 

SOU! HUES! CORNED OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP OF 
THE 16TH F.LOOR. 



30X CHRTSOTILE ASBESTOS 



R-1UTC-25203 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 15" U.F . BEAM LOCATED ALONG 

THE UEST UALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP OF THE 
24TH FLOOR. 



5X CHRTSOTILE ASSESTOS 



J 



R-1UTC-25204 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 42" U.F. COLUMN LOCATED IN 

THE SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CARS 12 AHO 13 AT THE TOP 
OF THE 32ND FLOOR. 



10X CHRTSOTILE ASBESTOS 



R-1VTC-25205 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 15" U.F. BEAM LOCATED ALONG 

THE UEST UALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP OF THE 
4QTH FLOOR. 



3X CHRTSOTILE ASBESTOS 



R-1UTC-25206 CEHEHTITIOUS TROWELED ON INSULATION MATERIAL FROM A IS" U.F. BEAM 

LOCATED ALONG THE UEST UALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT 
THE TOP OF THE 47TH FLOOR. 



HON ASBESTOS 



I-1U1C-25207 FLUFFY HON- ENCAPSULATED INSULATION MATERIAL FROM A IS" U.F. BEAM LOCATED 

ALONG THE UEST UALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP 
OF THE 5 ft TH FLOOR. 



2X CHRYSOTILE ASBESTOS 



R-1UTC-2S20S FLUFFY SPRAT ED ON INSULATION MATERIAL FROM A 36" U.F. COLUMN LOCATED IN 

THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT 1HE TOP 
OF THE 64 TH FLOOR. 



SX CHRYSOTILE ASBESTOS 



R-1UTC-25209 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 30 u U.F. BEAM LOCATED ALONG 

THE UEST UALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP Of THE 
74TH FLOOR. 



SX CHRYSOTILE ASBESTOS 



J 



DRAFT Z0P1 15SUED 05/U/92 



J 



PORT AUTHORITY OF NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



FACILITY: UORLO TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



REPORT » o 
SURVEY * 007 



BUILDING: 1 
FLOOR: B2-80 



SAMPLE 
NUMBER 

R-1UTC-2521Q 



R-1UTC-25211 
R-1UTC-25212 



LOCATION 

FLUFFY SPRAT CD ON INSULATION MATERIAL FROM A 15" U.F. BEAM LOCATED ALONG 
THE NORTH WALL OF THE ELEVATOR SHAFT FOR CARS 12 AND 13 AT THE TOP OF 
THE 75TH FLOOR. 

FLUFFY FALLOUT MATERIAL LOCATED ON TOP OF ELEVATOR CAR PE 12. 

FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 15" BEAM LOCATED OH THE 
NORTH UAL I OF THE ELEVATOR SHAFT FOR CAR 12 AMD 13 AT THE TOP OF THE 
41ST FLOOR. 



RESULT 

SX CHRYSOT ILE ASBESTOS 

SX CHRYSOT ILE ASBESTOS 
2X CHRYSOT ILE ASBESTOS 



DRAFT COPY ISSUED OS/U/92 PORT AUTHORITY Of NT I MJ REPORT • 

ASBESTOS MANAGEMENT DIVISION SURVEY * 007 
SAMPLE 10CAT1OWS 

FACILITY: WOSLD TRADE CENTER 

LOCATION: LOCAL ELEVATOR BUILDING: 5 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS * P£ 7 THROU PE 9 FLOOR: 1-9 



SAMPLE 
NUMBER 

R-5UTC 30026 



LOCATION RESULT 

FLUFFY SPRAYED ON F I REPROOFING MATERIAL COLLECTEO FROM A 30" BEAM HON ASBESTOS 

LOCATED ON THE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR *PE-7 AT THE TOP 
OF THE 9TH FLOOR. 



8-5VTC 30027 CEHEHTITIOUS MATERIAL COLLECTED FROM A 24" BEAM LOCATED OH THE SOUTH 

SIDE OF THE ELEVATOR SHAFT FOR CAR *PE-7 AT THE TOP OF THE 3RD FLOOR. 



NON ASBESTOS 



•-5U7C 30028 



CEHEHTITIOUS MATERIAL COLLECTED FROM A 24" BEAM LOCATED ON THE SOUTH 
SIDE OF THE ELEVATOR SHAFT FOR CAR fPE-7 AT THE TOP OF THE 1ST FLOOR. 



NON ASBESTOS 



DRAFT CQPr ISSUED 05/14/92 



PORT AUTHORITY OF NY * HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT (f o 
SURVEY 0 009 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 81-78 



SAMPLE 
NUMBER 

R-1UTC-255BS 



LOCATION 

CEHENTITIOUS F I REPROOF I HG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 
ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR 17 AT THE TOP OF 
THE 78.TH FLOOR. 



RESULT 



HON ASBESTOS 



R-1UTC-25589 FLUFFY F t REPROOF IHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE 

SOUTHEAST CORNER OF IKE ELEVATOR SHAFT, FOR CAR 17 AT THE TOP OF THE 
7fl TH FLOOR. 



HON ASBESTOS 



R-1UTC-25737 CEMENT IT IOUS FIREPROOF IHG MATERIAL COLLECTED FROM A 24- COLUMN LOCATED 

ON THE NORTHEAST CORNER OF THE ELEVATOR SHA/T FOR CAR 17 AT THE TOP OF 
THE 1ST FLOOR. 



INCOMPLETE ASBESTOS 



R-1UTC-2573A FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 1ST 
FLOOR. 



20X CHRYSOTRE ASBESTOS 



R-1UTC-25739 CEHENTITIOUS FIREPROOF IHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 4TH FLOOR. 



10X CHRTSOTIIE ASBESTOS 



R-1tfTC-25740 FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 4TH 
FLOOR. 



2SX CHRYSOT ILE ASBESTOS 



R-WTC-25741 CEMENT I TIOUS FIREPROOF IKG MATERIAL COLLECTED FROM A 12" BEAM LOCATED OM 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 8TH 
FLOOR . 



NOW ASBESTOS 



fi-IUTC-25742 CEHENTITIOUS FIREPROOF IHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

OH THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 12TH FLOOR. 



10X CHRYSOT ILE ASBESTOS 



R-1VTC-25743 FLUFFY F (REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 12TH 
FLOOR. 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-2574* CEHENTITIOUS F IREPROOF 1NG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 16TH FLOOR. 



NOM ASBESTOS 



( 

) 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHOR ITT Of NY t HJ 
ASBESTOS MANAGEMENT DIVlStOH 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 009 



FACILITY; WORLD TRACE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: B1-7B 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25745 CEMEHTITIOUS F I REPROOFING HATER I AL COLLECTED FROM A 36 H COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 21ST FLOOR. 



NON ASBESTOS 



R-Unc-25746 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 12" BEAM LOCATED DM THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 22NO FLOOR. 



201 CHR1SOT 1LE ASBESTOS 



R-1UTC-25747 CEHENTIUOUS FIREPROOFIHC MATERIAL COLLECTED FROM A 36- COLUMN LOCATEO 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 26TH FLOOR. 



101 CHRVSOTILE ASBESTOS 



R-1UTC-25748 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE 

SOUTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 2MH 
FLOOR. 

R-1UTC-25749 FLUFFY F I REPROOF I NG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

| EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 26TK FLOOR . 

R-1UTC-25750 CEMEHTITIOUS FIREPROOFIHC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

OH THE SOUTHEAST CORNER OF THE ELEVAOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 29TH FLOOR. 



151 CHRVSOTILE ASBESTOS 



NON ASBESTOS 



NOH ASBESTOS 



R-1UTC- 25731 CEMEHTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVAOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 34TH FLOOR. 



NON ASBESTOS 



R-1UTC-25752 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 3UH 
FLOOR. 



NOH ASBESTOS 



R-1UTC-25733 CEMEHTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE EAST SIOE OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE J8TH 
FLOOR. 



NON ASBESTOS 



R-1VTC -25754 CEMEHTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 16 H BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 17 AT IKE TOP OF THE 41ST 
FLOOR. 



NOH ASBESTOS 



R-1UTC-Z575S CEMENT IT IOUS FIREPROOF I NG MATERIAL COLLECTED FROM A 36- COLUMN LOCATED 

OH THE SOUTHEAST CORNER Of THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 46TH FLOOR. 



NON ASBESTOS 



DRAFT COPY ISSUEO 05/U/9Z 



PORT AUTHORITY OF HT I MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY * 009 



FACILITY: UORLD TRADE CENTER 

LOG ATI OH : 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: B1 - 78 



SAMPLE 
NUMBER 

R-W1C-2S756 



LOCATION RESULT 

FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE HON ASBESTOS 

SOUTHEAST COR WE R OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 46TH 

FLOOR. 



R-1UTC-25757 CEKEHT1T10US F IREPROOF IMG MATERIAL COLLECTED FROM A 36 H COLUMN LOCATED 

OU THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 51ST FLOOR. 



HON ASBESTOS 



R-lUTC-Z57Sa FLUfFY FIREPROOF IMG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE 

SOUTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 51ST 
FLOOR. 



<1X CHRYSOT1LE ASBESTOS 



R-1UTC-2575 0 CEHEHTITIOUS FIREPROOF INC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED HOH ASBESTOS 

ON THE SOUTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 56TH FLOOR . 

1UTC- 25760 FLUFFY FIREPROOF INC MATERIAL COLLECTEO FROM A 36" COLUMN LOCATED ON THE WON ASBESTOS 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 56TH 
FLOOR . 



R-1UTC-25761 CEMENTITIOUS F IRE PR OOF I HQ MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 57TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-25762 FLUFFY F IREPROOF INC MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 57TH FLOOR . 



NON ASBESTOS 



fi-IUTC-25763 CEMENTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 61ST FLOOR. 



MOM ASBESTOS 



R-1VTC-2S764 FLUFFY FIREPROOFINC MATERIAL COLLECTEO FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 61ST 
FLOOR. 



HON ASBESTOS 



R-1UTC-Z5765 CEMENTITIOUS FIREPROOF |NG MATERIAL COLLECTED FROM A 36** COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 66TH FLOOR. 



HON ASBESTOS 



R-U/TC-25766 FLUFFY FIREPROOFINC MATERIAL COLLECTEO FROM A 36** COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE 66TH 
FLOOR . 



NON ASBESTOS 



N OTE : The syfifeol means: Le«s than. "TRACE" means a barely perceivable amount of asbestos that is less than the USEPA limit 
for asbestos. 



DRAFT COPY ISSUED OS/U/92 



PORT AUTHORITY OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY # 009 



FACILITY : WORLD TRADE CEHTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: B1-7B 



SAW IE 
NUMBER 



LOCATION 



RESULT 



R-1WTC-25767 CEHENTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF 
THE 7ZND FLOOR. 



HON ASBESTOS 



R-1WTC-25768 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 17 AT THE TOP OF THE TZHO 
FLOOR. 



HON ASBESTOS 



R-1WTC-25793 FLUFFY OVER SPRAY FIREPROOFING MATERIAL COLLECTED FROM THE NORTH UALL OF 

THE ELEVATOR SHAFT FOR CAR 16 AT THE BOTTOM OF THE 3RD FLOOR. 



21 CHRYSOTILE ASBESTOS 



R-1WTC-25794 CEHENTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

OK THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
THE 7TH FLOOR. 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25795 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

I SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 77K 

FLOOR. 



20X CHRYSOTILE ASBESTOS 



R-IUTC-25796 CEHENTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHWEST CORNER Of THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
THE 11TH FLOOR. 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25797 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 11TH 
FLOOR. 



20X CHRYSOTILE ASBESTOS 



R-1WTC-25798 CEHENTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A T6 M BEAM LOCATED OH 

THE VEST SIDE OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE UTH 
FLOOR. 



HON ASBESTOS 



R-IUtC-25799 FLUFFY F I REPROOF 1 KG MATERIAL COLLECTED FROM A 16" SEAM LOCATED ON THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 14TH FLOOR. 



20X CHRYSOTILE ASBESTOS 



R-1UTC-25800 CEHENTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
THE 20TH FLOOR. 



5X CHRYSOTILE ASBESTOS 



R-1WTC-25B01 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 20TH 
FLOOR . 



20% CHRYSOTILE ASBESTOS 



\ 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY OF NY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 0 
SURVEY * 009 



FACILITY: UORLO TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: B1-78 



SAMPLE 
NUMBER 

ft -1UTC- 25802 



LOCATION 

CEHENT1110US F IREPROOF )HC MATERIAL COLLECTED FROM A 56- COLUMN LOCATED 
ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT, FOR CAR 16 AT THE TOP OF 
THE 2UH FLOOR . 



RESULT 

20% CHRYSOT ILE ASBESTOS 



R-1UTC-258Q3 FLUFFY FIREPROOF IHG MATERIAL COLLECTED FROM A 36 M COLUMN LOCATED OH THE 

SOU T HUE ST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 24 TH 
FLOOR. 



2QX CHRYSOT ILE ASBESTOS 



R-1UTC-25804 CEMEHT1TI0US FIREPROOF ING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 2STH 
FLOOR. 



NOH ASBESTOS 



R-1UTC-25605 CEMEHTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
32NO FLOOR. 



NOH ASBESTOS 



R-1WTC-25806 



^R-IUTC- 



CEHENTITIOUS F [REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 
ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
35TH FLOOR. 



HON ASBESTOS 



H-1WTC-25807 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 35TH 
FLOOR . 



NON ASBESTOS 



R-1UTC-25608 CEHENTITIOUS FIREPROOF IHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
40TH FLOOR. 



NON ASBESTOS 



R-1UTC-2SB09 FLUFFY fIREPROOFING MATERIAL COLLECTED FROM A 36- COLUKM LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 40TH 
FLOOR. 



NOH ASBESTOS 



R-1UTC-25810 CEHENTITIOUS FIREPROOF I KG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE UTH 
FLOOR. 



NON ASBESTOS 



R-1U1C-2S811 CEHEHTI110US F 1REPROOF1NG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
C8TH FLOOR . 



NON AS8ES10S 



DRAFT COPT ISSUED Q5M4/92 



PORT AUTHOR! TT Of NT t Hi 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 
SUB VET * 



009 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: FJl-78 



SAHPLE 
NUMBER 

R-TUTC-25812 



LOCATION 

FLUFFY f [REPROOFING MATERIAL COLLECTED FROM A 36" COLUMH LOCATED OH THE 
SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE &6TH 
FLOOR. 



RESULT 

HON ASBESTOS 



R-1UTC-25813 CEHEHTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
S2N0 FLOOR. 



NOW ASBESTOS 



R-1UTC-258K FLUFFY FIREPROOF 1HG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 52ND 
FLOOR. 



NON ASBESTOS 



R-tUTC-25815 CEHEHTITIOUS FIREPROOF ING MATERIAL COLLECTEO FROM A 56" COLUMH LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
58TH FLOOR. 

1WTC-2S816 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 36" COLUMH LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 58TH 
FLOOR. 



HOH ASBESTOS 



NON ASBESTOS 



R-1UTC-25817 CEMENTITIOUS FIREPROOF ING MATERIAL COLLECTED FROM A 36" COLUMH LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
62ND FLOOR. 



NON ASBESTOS 



R-1UTC-25818 CEMENTITIOUS F I REPROOFING MATERIAL COLLECTEO FROM A 36" COLUMN LOCATEO 
OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
68TH FLOOR. 



NON ASBESTOS 



R-1UTC'2S819 FLUFFY F [REPROOFING MATERIAL COLLECTEO FROM A 3& H COLUMH LOCATEO ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOB CAR 16 AT THE TOP OF THE 68TH 
FLOOR. 



HOH ASBESTOS 



R-1WTC-2S820 CEMENTITIOUS FIREPROOFIHG MATERIAL COLLECTEO FROM A 36" COLUMN LOCATED 

OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
73RD FLOOR. 



NON ASBESTOS 



R-1VTC'2582T FLUFFY F I REPROOFING MATERIAL COLLECTEO FROM A 36" COLUMH LOCATEO ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 73RD 
FLOOR. 



HOH ASBESTOS 



R-1WTC-25822 



CEMENTITIOUS FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR 16. 



NOH ASBESTOS 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY OF NT I NJ 
ASBESTOS MANAGEMENT 0IVIS1ON 
SAMPLE LOCATIONS 



REPORT * 
SURVET * 009 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: T 

AREA DESCRIPTION: FLOOR: 81*78 

SAMPLE 

NUMBER LOCATION RESULT 

I-1UTC-25823 FLUFFY FALLOUT INSULATION MATERIAL COLLECTED FROM THE TOP OF CAR 16. NGN ASBESTOS 



f 

) 



DRAFT COPT ISSUEO 05/U/92 



PORT AUTHORITY Of NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 
SURVET 0 010 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 1-78 



LOCATION RESULT 

R-1WTC-2S642 FLUFFY F I REPROOF I NG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH THE NOH ASBESTOS 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOB CAB IS AT THE TOP OF THE 4 1ST 
FLOOR. 



DRAFT COPT ISSUED OS/U/92 



PORT AUTHORITY OF NY & HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATION* 



REPORT « 0 
SURVEY M 01O 



FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: B1-78 



SAMPLE 
NUMBER 



LOCATIOH 



RESULT 



R-1UTC-25616 CEMEHTITIOUS Fi REPROOFING MATERIAL COLLECTED FROM A 12 H BEAM LOCATED OH 

THE WEST S10E OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 7TTH 
FLOOR. 



HON ASBESTOS 



R-1WTC-25617 CEHENTITIOUS F I REPROOF INC MATERIAL COLLECTED FROM A 37" COLUMN LOCATED 

OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
74 TH FLOOR. 



HON ASBESTOS 



R-1UTC-25616 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH THE 

SOUTHWEST CORNER Of THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 741H 
FLOOR. 



NOH ASBESTOS 



R-tWTC-25619 CEMEHTITIOUS F I REPROOFIHC. MATERIAL COLLECTED FROM A 17" COLUMN LOCATEO 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR IS AT THE TOP OF 
69TH FLOOR. 



HON ASBESTOS 



R-1WTC-25620 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 69TH 
FLOOR. 



HON ASBESTOS 



fi-IUTC-25621 CEMEHTITIOUS FIREPROOFlNC MATERIAL COLLECTED FROM A 37" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF 
6UH FLOOR. 



NOH ASBESTDS 



R-1WTC-25622 FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT, FOR CAR 18 AT THE TOP OF THE 
64TH FLOOR. 



HON ASBESTOS 



R-1UTC-25623 CEMEHTITIOUS FIREPROOF 1NG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR IB AT THE TOP OF 
S9TH FLOOR. 



HON ASBESTOS 



R-1WTC-25624 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROM A 37" COLUMN LOCATEO ON THE 

SOUTHWEST COR HER OF THE ELEVATOR SHAFT FOR CAR IS AT THE TOP OF THE 59TH 
FLOOR. 



NOW ASBESTOS 



R-1WTC-25625 CEMEHTITIOUS F I REPROOF | NG MATERIAL COLLECTED FROM A 37" COLUMN LOCATEO 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF 
54TH FLOOR. 



NOH ASBESTOS 



Pit* FT COPT ISSUED OS/U/92 



PORT AUTHOR ITT OF NT 8 HJ 
ASBESTOS HAHAGEMEHT DIVISION 
SAMPLE LOCAT IONS 



DEPORT » 
SURVEY 8 



010 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BU1L01HG: 1 
FLOOR : Bl-78 



SAMPLE 
NUMBER 



R-1UTC-Z5626 



LOCATION RESULT 

FLUFFT FIREPROOFIHG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON THE NON ASBESTOS 

SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 54 TH 

FLOOR. 



R-1UTC-25627 CEHEUT1T10US F I REPROOFING MATERIAL COLLECTED FROM A 37" COLUMN LOCATED 

OH THE SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 10 AT THE TOP OF 
46TH FLOOR. 



NON ASBESTOS 



R-1UTC-2S628 FLUFFY FIREPROOF [KG MATERIAL COLLECTED FROM A 17" COLUHH LOCATED OH THE 

SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 46TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-25629 CEHEHTITIOUS F I REPROOF INC MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE VEST SIDE OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 3RD 
FLOOR. 



NON ASBESTOS 



R-1UTC-Z5630 FLUFFY FIREPROOF [KG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 3RD FLOOR. 



30X CHRYSOTILE ASBESTOS 



R-1UTC-25631 CEHEHTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED 

ON THE SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF 
9TH FLOOR. 



NON ASBESTOS 



R-tUK-25632 FLUFFY f IREPROOMHG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON THE 

SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 16 AT THE TOP OF THE 9TH 
FLOOR. 



tSX CHRYSOTILE ASBESTOS 



R-1UTC-25633 CEKENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED 

OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR IB AT THE TOP OF 
15TH FLOOR. 



HON ASBESTOS 



R-1UTC-Z56J4 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH THE 

SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 15TH 
FLOOR. 



45% CHRYSOTILE ASBESTOS 



R-1UTC-2563S CEHEHTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 12" BEAM LOCATED ON 

THE UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 21ST 
FLOOR. 



NON ASBESTOS 



R-1UTC-25636 CEHEHTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 37- COLUMN LOCATED 

OH THE SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR IB AT THE TOP OF 
27TH FLOOfl. 



NOH ASBESTOS 



J 



DRAFT COPr ISSUED 05/U/92 



POST AUTHORITY OF MY t NJ 
ASBESTOS HAHAGEWEHT DIVISION 
SAMPLE LOCATIOHS 



REPORT 0 0 
SUftVET * 010 



FACILITY: UORLO 

LOCATION: 

AREA DESCRIPTION 



TRADE CENTER 



BUILDING: 1 
FLOOR: BWfl 



SAMPLE 
NUMBER 

R-1UTC-25637 



R-1UTC-ZS636 



R-1UTC-25639 



R-1UTC-25M0 



R-1WTC-25641 



H-1UTC-25670 



R-1UTC-2567I 



R-1WTC-25672 



R-1UTC-25673 



B-1UTC-25674 



B-1UTC-25675 



LOCATION 

FLUFFY FIREPROOF ING HATER I AL COLLECTED FROM A 37" COLUMN LOCATEO ON THE 
SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF THE 27TH 
FLOOR. 

PLASTER-LIKE F (REPROOFING MATERIAL COLLECTED FROM THE ELEVATOR SHAFT 
WALL LOCATED ON THE SOUTH UALL OF THE ELEVATOR SHAFT FOR CAR 18 AT THE 
THE TOP Of THE 10TH FLOOR. 

CEMEHT1TIOUS FIREPROOF ING MATERIAL COLLECTED FROM A 37- COLUMN LOCATED 
OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE MIDDLE 
OF THE 35IH FLOOR. 

FLUFF* FIREPROOFIHG MATERIAL COLLECTED FROM A 17" COLUHV LOCATED ON THE 
SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE HIODLE OF THE 
35TH FLOOR. 

CEHENTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 37" COLUMN LOCATEO 
ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 18 AT THE TOP OF 
4 1ST FLOOR. 

CEHENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 
ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
2H0 FLOOR. 

FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 
SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 A1 THE TOP OF THE 2ND 
FLOOR. 

CEHENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 
THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 7TH 
FLOOR. 

FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 
EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 7TH FLOOR. 

CEHENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 
ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
13TH FLOOR. 

FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 
SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 13TH 
FLOOR-. - - 



RESULT 

3SX CHRYSOTILE ASBESTOS 
NOH ASBESTOS 
HON ASBESTOS 
NON ASBESTOS 



NOH ASBESTOS 



51 CHRYSOTILE ASBESTOS 



45X CHRYSOTILE ASBESTOS 



5X CHRYSOTILE ASBESTOS 



10X CHRYSOTILE ASBESTOS 



5X CHRYSOTILE ASBESTOS 



10X CHRYSOTILE ASBESIOS 



DRAFT COPY ISSUED Q5/U/92 



PORT AUTHORITY OF NY I HJ 
ASBESTOS HAHACEHEHT DIVISION 
SAMPLE LOCAT10HS 



REPORT 0 
SURVEY g 



010 



FACILITY: UORLt) TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: B1-78 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25676 CEHEHTITIOUS FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
19TH FLOOR. 



4X CHRYSOT I LE ASBESTOS 



R-1UTC-25677 FLUFFY F I REPROOF! KG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 19TH 
FLOOR. 



1SX CHRYSOT ILE ASBESTOS 



R-IU1C-2567& CEHEHTITIOUS f IREPROOFIHG MATERIAL COLLECT EO FROM A 36- COLUMN LOCATED 

ON THE SOUTHEAST CORNER Of THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
2UH FLOOR. 



SX CHRYSOT ILE ASBESTOS 



R-1UTC-2S679 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 24 TH 
FLOOR. 



15% CHRYSOT ILE ASBESTOS 



R-1UTC-25680 CEHEHTITIOUS FIREPROOF I HC MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 29TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-25681 CEHEHTITIOUS FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
35TH FLOOR. 



NON ASBESTOS 



R-1UTC-25682 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 35TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-2S633 CEHEHTITIOUS FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUHH LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
4 2ND FLOOR. 



NON ASBESTOS 



R-1UTC-256B4 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 42ND 
FLOOR. 



NON ASBESTOS 



R-1UTC-25665 CEHEHTITIOUS FIREPROOFINC MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
75TH FLOOR. 



HON ASBESTOS 



DRAFT C0P1 1 SSUED057H/92 



PORT AUTHOR ITT Of NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT » 0 
SURVEY tt 010 



FACILITT: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: Bl-78 



SAMPLE 
NUMBER 

R-1UTC-256S6 



LOCATION 

FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 36° COLUMN LOCATED ON THE 
SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 75TH 
FLOOR. 



RESULT 

NOW ASBESTOS 



R-1UIC-256B7 CEMENT III OUS FIREPRCOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE EAST SIDE Of THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 71ST 
FLOOR. 



HON ASBESTOS 



R-1VTC-256M FLUFFY FIREPROOF IMG MATERIAL COLLECTEO FROM A 16" BEAM LOCATED ON IKE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 71ST FLOOR. 



WON ASBESTOS 



R-1UTC-256B9 CEMENT ITI OUS F I REPROOF ING MATERIAL COLLECTEO FROM A 36" COLUMN LOCATED 

OH THE SOUlHEASl CORNER Of THE ELEVATOR SHAFT fOR CAR 19 AT THE TOP OF 
66TH FLOOR. 



HON ASBESTOS 



R-1UTC-25690 FLUFFY F (REPROOF IMG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 66TH 
' FLOOR. 



NOH ASBESTOS 



R-1UTC-25691 CEHENTIT10US Fl REPROOF ING MATERIAL -COLLECTED FROM A 36" COLUMN LOCATED 

OH THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
61ST FLOOR. 



HON ASBESTOS 



R-lUTC- 25692 FLUFFY M REPROOF! MG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE 61ST 
FLOOR. 



HON ASBESTOS 



R-1UTC-25693 CEKEHTITIOUS F IREPROOF ING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE SATH 
FLOOR. 



HON ASBESTOS 



R-H/TC'25694 CEHENTIT10US F IREPROOF ING MATERIAL COLLECTED FROM A 36 H COLUMN LOCATED 

OH THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR T9 AT THE TOP OF 
SWT FLOOR . 



NON ASBESTOS 



R-1UTC-2S69S CEHENTITIOUS FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF 
45TH FLOOR. 



NOH ASBESTOS 



R-1UTC-25696 FLUFFY FIREPROOF I KG MATERIAL COLLECTEO FROM A 36" COLUMN LOCATED OH THE 

SOUTHEAST CORHER OF THE ELEVATOR SHAFT FOR CAR 19 AT THE TOP OF THE «TH 
FLOOR. . . 



NOH ASBESTOS 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHOR! TT OF NY I HJ 
ASBESTOS HAHAGE KEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY * 011 



FACILITY: UOTUD TRADE CENTER 

LOCATION: BUILDING: \ 

AREA DESCRIPTION: FLOOR : BWS 



S AHPLE 
NUMBER 

R-TUTC-25590 



LOCATION 

FLUFFY fl REPROOF 1 KG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OK THE 
SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 2ND 
FLOOR. 



RESULT 

20X CKRYSOTILE ASBESTOS 



R-1UTC-25591 FLUFFY Fl REPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 7TH FLOOR. 



201 CHRTSOTILE ASBESTOS 



R-IUTC-25592 FLUFFY F I REPROOF I NG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT TOR CAft 21 AT THE TOP OF THE 12TH 
FLOOR. 



201 CHRTSOTILE ASBESTOS 



R-1UTC-25593 FLUFFY FIREPROOF I NG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 17TH FLOOR. 



20X CHRTSOTILE ASBESTOS 



R-1VTC-2559* FLUFFY F I REPROOF I NG MATERIAL COLLECTEO FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 22ND 
, FLOOR. 



201 CHRTSOTILE ASBESTOS 



R-1VTC-25595 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED OM THE 

EAST SIOE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 28TH FLOOR. 



20% CHRTSOTILE ASBESTOS 



R-1U1C-25596 FLUFFY FIREPROOF INC MATERIAL COLLECTED F RDM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 33RD 
FLOOR. 



HON ASBESTOS 



R-1UTC-25597 FLUFFY FIREPROOFING MATERIAL COLLECTEO FROM A 16" BEAM LOCATED OM THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 39TH FLOOR . 



HON ASBESTOS 



R-1UTC-2559B FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 41ST 
FLOOR. 



HON ASBESTOS 



R-1UTC-25599 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 46TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-25600 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED OM THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 50TH FLOOR. 



HON ASBESTOS 



R-1UTC-25601 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 55TH 
FLOOR. 



<1X CKRYSOTILE ASBESTOS 



N OTE •■ The syntool "<" «*ans-. Less than. "TRACE" means • bartW perceivable anoint ol asbestos that is less th»n the USEPA lt«i* 
for asbestos. 



PRAf T COPt ISSUED 05/U/92 



PORT AUTHORITY OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f o 
SURVEY B on 



FACILITY: WORLD 

LOCATION: 

AREA DESCRIPTION: 



TRADE CENTER 



BUILDING: 1 
FLOOR : 61-78 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-lUTC-25602 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FftOH A 16- BEAM LOCATED OX THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 59TH FLOOR. 



NOH ASBESTOS 



R-1UTC-25603 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 65TH 
FLOOR. 



NON ASBESTOS 



R-1WTC-25604 FLUFFT F I REPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 70TH FLOOR . 



NOH ASBESTOS 



R-1WTC-2S60S FLUFFT FIREPROOF INC- MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

WORTH SIDE OF THE ELEVATOR SHAFT fOtt CAR 21 AT THE TOP OF THE 75TH 
FLOOR. 



HON ASBESTOS 



H-1WTC-25606 FLUFFT F I REPROOF I NG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 21 AT THE TOP OF THE 78TH 
FLOOR. 



HON A5BESTOS 



R-1UTC-25607 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR 21. 

R-1WTC-25854 FLUFFY FIREPROOF 1HG MATERIAL COLLECT EO FROM A 37" COLUMN LQCAT EO OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE HIODLE OF THE 3RD 
FLOOR. 



NON ASBESTOS 

IQt CHRYSOT ILE ASBESTOS 



R-lUTC-25655 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 20 AT THE TOP OF THE STK FLOOR. 



21 CHRTSOT ILE ASBESTOS 



R-1UIC-25856 FLUFFT FIREPROOF IMG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE MIDDLE OF THE 14TH 
FLOOR. 



20X CHRYSOT1LE ASBESTOS 



R-1UTC-2S6S7 FLUFFY f t REPROOF IUG MATERIAL COLLECTED FROM, A 37" COLUMN LOCATED OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE MIDDLE OF THE 20TH 
FLOOR. 



101 CHRYSOT 1LE ASBESTOS 



R-1UTC-25a53 FLUFFY F IRE PROOF IMG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OM THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAS 20 AT THE TOP OF THE 2STH FLOOR. 



KOK ASBESTOS 



R-1UTC-25857 FLUFFT F1REPROOFING MATERIAL COLLECTED f ROM A 37" COLUMN LOCATED OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE MIDDLE OF THE 30TH 
FLOOR. 



NOH ASBESTOS 



DRAFT COPT ISSUED 05/U/9Z 



PORT AUTHORITY OF MY 1 HJ 
ASBESTOS MANAGEMENT QIVlSIOM 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY * Oil 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: BWfl 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25&60 FLUFFY FlREPROOFIHG MATERIAL COLLECTED FROM A 37" COLUHH LOCATED OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE MIDDLE OF THE 36TH 
FLOOR. 



HON ASBESTOS 



R-1WTC-25B41 FLUFFY FIJtEPROOFIMG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 20 AT THE TOP OF THE 41ST FLOOR, 



WON ASBESTOS 



R-1UTC-25862 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE HIOOLE OF THE 46TH 
FLOOR. 



NOH ASBESTOS 



R-1UTC-25863 FLUFFY F I REPROOF IMG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE MIDDLE OF THE 5 1ST 
FLOOR. 



HON ASBESTOS 



R-1U1C-256M FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE MIDDLE OF THE 57TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-ZS865 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

VEST SIDE OF THE ELEVATOR SHAFT FOR CAR 20 AT THE TOP OF THE 61ST FLOOR. 



HON ASBESTOS 



R-1WTC-25S66 FLUFFY FlREPROOFIHG MATERIAL COLLECTEO FROM A 37" COLUMN LOCATED OH THE 

SOUTHUEST OF THE ELEVATOR SHAFT FOR CAR 20 AT IKE TOP OF THE 67TH FLOOR. 



HON ASBESTOS 



R-1UTC-25A47 FLUFFY flREPROOFIHG MATERIAL COLLECTED, FROM A 17" COLUMN LOCATED OH THE 

SOUTHWEST OF THE ELEVATOR SHAFT FOR CAR 20 AT THE TOP OF THE 72H0 FLOOR. 



WON ASBESTOS 



R- 1UTC-25S-6& FLUFFY flREPROOFIHG MATERIAL COLLECTED FROM A 16- BEAK LOCATED OH THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 20 AT THE TOP OF THE 77TH FLOOR. 



HON ASBESTOS 



R-1UTC-2S069 



FLUFFY FALLOUT FlREPROOFIHG MATERIAL COLLECTED FROM THE TOP OF CAR 20. 



NOH ASBESTOS 



J 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY OF NY 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY * 012 



FACILITY: UORLD 

LOCATION: 

AREA DESCRIPTION; 



TRADE CENTER 



BUILDING: 1 
FLOOR : 81-79 



SAMPLE 

NUMBER LOCATION 

R-1UTC-25224 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 2ND 

FLOOR. 

R-1UTC-ZS225 FLUffY SPRAYED OH INSULATION MATERIAL f ROM A 26" BEAM LOCATED CW THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE BTH 
FLOOR . 

R-1UTC-25226 FLUFFY SPRAYED ON INSULATION KATERIAL FROM A U" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF 
THE 25TH FLOOR. 

R-1UTC-25227 FLUFFY SPRAYED ON INSULATION KATERIAL FROM A 16" BEAM LOCATED ON THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
35TH FLOOR. 

R-1UTC-2522B FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 17" BEAM LOCATED ON THE 

NORTH UALL Of THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
(1ST FLOOR. 

R- 1UTC- 25229 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

NORTH UALL Of THE ELEVATOR SHAFT FOR CARS 22 ANO 23 AT THE TOP OF THE 
75TH FLOOR. 

R-1UTC-25230 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR 023. 

R-1UTC-25231 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER Of THE ELEVATOR SHAFT FOR CARS 22 ANO 23 AI THE TOP OF 
THE 2ND FLOOR. 

R-1UTC-25232 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

WEST UALL OF THE ELEVATOR SHAFT FOR CARS 22 AHO 23 AT THE TOP Of THE 7TK 
FLOOR. 

R-1UTC-25233 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 36" COLUMN LOCATED OH THE 

SOUTHWEST CORNER Of THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF 
THE 12TH FLOOR . 

R-1UTC-2S234 FLUffY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

UEST UALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP Of THE 
17TK FLOOR . 



RESULT 

5X CHRYSOT I LE ASBESTOS 

5t CHRYSOT HE ASBESTOS 

5X CHRYSOTILE ASBESTOS 

3% CHRYSOTILE ASBESTOS 

51 CHRYSOTILE ASBESTOS 

5% CHRYSOTILE ASBESTOS 

NOM ASBESTOS 

10* CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 

5X CHRYSOTILE ASBESTOS 



DRAFT COPY ISSUED OS/U/92 



PORT AUTHORITY QF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 0 
SURVEY * 012 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: Bl-79 



SAKPLE 
NUMBER 



LOCATION 



RESULT 



R-1WTC-25235 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 36" COLUMN LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AMD 23 AT THE TOP OF 
THE 22ND FLOOR . 



10X CHRTS0T1LE ASBESTOS 



R-1V.TC-25Z36 FLUFFY SPRAYED OH INSULATION MATERIAL FROH A 16" BEAM LOCATED OK THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
27TH FLOOR. 



101 CKRTSOTILE ASBESTOS 



R-tUTC-25237 FLUFFY SPRAYED ON INSULATION MATERIAL FROH A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF 
THE 32ND FLOOR . 



SI CHRVSOTILE ASBESTOS 



R-1UTC-2S23B FLUFFY SPRAYED ON INSULATION MATERIAL FROH A 16" BEAM LOCATED ON THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
37TH FLOOR- 



5X CHRYS0T1LE ASBESTOS 



R-1WTC-25239 FLUFFY SPRAYED ON INSULATION MATERIAL FROH A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF 
THE 42ND FLOOR . 



5X CHRTSOTILE ASBESTOS 



R-1UTC-25210 FLUFFY SPRAYED ON INSULATION HATER I AL FROH A 16" BEAM LOCATED ON THE 

WEST WALL OF I HE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
47TH FLOOR. 



SX CHRTSOTILE ASBESTOS 



R-tUTC-25241 FLUFFY SPRAYED ON INSULATION HATERIAL FROH A 36" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF 
THE 5 2 HO FLOOR. 



5X CHRTSOTILE ASBESTOS 



R*1UTC-2S242 FLUFFY SPRAYED OH INSULATION MATERIAL FROH A 16** BEAM LOCATED ON THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
57TH FLOOR . 



SX CHRTSOTILE ASBESTOS 



R-1UTC-25243 FLUFFY SPRAYED ON INSULATION MATERIAL FROH A 36" COLUMN LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AHO 23 AT THE TOP Of 
THE 62HD FLOOR. 



10X CHRVSOTILE ASBESTOS 



R-1WTC-2S2U FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16 M BEAM LOCATED ON THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP Of THE 
67TH FLOOR. 



5X CHRTSOTILE ASBESTOS 



) 



DRAFT COPY ISSUED 05/14/92 



PORT AUTHOR ITT Of MY 1 NJ 
ASBESTOS HAHAGEHEHT DtVlSlOH 
SAMPLE LOCATIONS 



REPORT * o 
SURVEY t 012 



FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: Bl-79 



SAMPLE 
NUMBER 

R-1UTC-25245 



LOCATION 

FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 36" COLUMN LOCATED OH THE 
SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CARS 22 AMD 23 AT THE TOP OF 
THE 72ND FLOOR. 



RESULT 

SX CHRYSOT ILE ASBESTOS 



R-1UTC-25246 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATEO ON THE 

WEST UALL OF THE ELEVATOR SHAFT FOR CARS 22 AND 23 AT THE TOP OF THE 
7TTH FLOOR . 



2% CHRYSOT ILE ASBESTOS 



R-1UTC-25247 



FLUFFY FALLOUT MATERIAL COLLECT EO FROM THE TOP OF CAR 22. 



10X CHRYSOT ILE ASBESTOS 



) 



< 



DRAFT COPT ISSUED 05/14/92 



PORT AUTHOR ITT Of Kt t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 
SURVEY f 013 



FACILITY: WORLD TRAOE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: Bl -74 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1WTC-25714 FLUFFY FALLOUT MATERIAL COLLECTEO OFF THE TOP Of CAR 49. 

R-1WTC-25715 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT f Oft CAR 49 AT THE TOP OF THE 70TH FLOOR. 



NOW ASBESTOS 

5X CHttYSOTILE ASBESTOS 



R-1UTC-25716 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM AH 8" BEAM LOCATED OH THE 

NORTH S10C OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP Of THE 661 H 
FLOOR. 



2QX CHRYSOTILE ASBESTOS 



R-1UTC-25717 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 62HD 
FLOOR. 



25X CHRYSOTILE ASBESTOS 



R-1UTC-2571B FLUFFY FIREPROOF IHG MATERIAL COLLECTEO FROM A 16" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 62ND 
FLOOR. 

R-1UTC-25719 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 16" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 58TH 
FLOOR. 



2SX CHRYSOTILE ASBESTOS 



NON ASBESTOS 



R-1UTC-2572Q FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 16" COUMH LOCATEO OH THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 58TH 
FLOOR. 



2Q.X CHRYSOTILE ASBESTOS 



R-1UTC-25721 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM AN 8" BEAM LOCATED ON THE 

WORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE S4TH 
FLOOR. 



10X CHRYSOTILE ASBESTOS 



■-1WTC-25722 FLUFFY FIREPROOF 1NG MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 50TH 
FLOOR. 



20X CHRYSOTILE ASBESTOS 



R-1UTC- 25723 FLUFFY FIREPROOF I HC MATERIAL COLLECTED FROM AN B" BEAM LOCATED OH THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 49TH 
FLOOR. 



<1X CHRYSOTILE ASBESTOS 



R-1UTC-25724 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 14" BEAM LOCATEO ON THE 

EAST SIOE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 44TH FLOOR. 



20X CHRYSOTILE ASBESTOS 



R-1UTC-2S725 FLUFFY FIREPROOF IHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 42H0 FlOOR. 



20X CHRYSOTILE ASBESTOS 



N OTE: The »yrt»l "<■ means: Less than. "TRACE" means a barely perceivable amx*ii of asbestos that is less than the USEPA I i«i 
for asbestos. 



DRAFT COPT ISSUED 05/14/92 



POST AUTHORITY OF NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT » 0 
SURVEY « 013 



FACILITY: WORLD TRADE CENTER 

LOCATE OH: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 61-74 



SAMPLE 
NUMBER 

R-1UTC-25726 



LOCATION 

FLUFFY F [REPROOFING MATERIAL COLLECTED FROM A 24" COLUMN LOCATED OH THE 
VEST SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 41ST FLOOR. 



RESULT 

251 CHRYSOT ILE ASBESTOS 



R-1UTC-25727 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" COLUMN LOCATED ON THE 

SOUTHEAST CORNER Of THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 37TH 
FLOOR. 



101 CHRYSOT ILE ASBESTOS 



R-1UTC-25728 FLUFFY FIREPROOF I NG MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP Of THE 3 3RD FLOOR . 



10X CHRYSOT ILE ASBESTOS 



R-1U1C-25729 FLUFFY FIREPROOF INC MATERIAL COLLECTED FROH AN 8" BEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 29TK 
FLOOR. 



SX CHRYSOT ILE ASBESTOS 



R-1UTC-25730 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 25TH 
FLOOR. 



10% CHRYSOT JlE ASBESTOS 



R-1WTC-25731 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 14" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 20TH FLOOR - 



201 CHRYSOT ILE ASBESTOS 



R-1UTC-25732 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM AN fl" BEAM LOCATED OH THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 15TH 
FLOOR. 



15% CHRYSOT ILE ASBESTOS 



R-1UTC-25733 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SKfttt- FOR CAR 49 AT THE TOP OF THE 10TK 
FLOOR. 



151 CKRYS0T1LE ASBESTOS 



R-1UTC-25734 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE BTH FLOOR. 



15X CHRYSOT ILE ASBESTOS 



R-1UTC-ZS735 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 6T.K FLOOR. 



20% CHRYSOT ILE ASBESTOS 



R-1UTC-2S736 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROH AH 18" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 49 AT THE TOP OF THE 2HO FLOOR. 



25% CHRYSOT ILE ASBESTOS 



R-1WTC-25824 PLASTER-LIKE FIREPROOFING MATERIAL COLLECTED FROH A 20" COLUMN LOCATED 

ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 50 AI THE TOP OF 
THE 34TH FLOOR. 



) 



NON ASBESTOS 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY Of HY t HJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



REPORT 0 
SURVEY * 013 



BUILDING: T 

T 1 00 ft : BWt 



SAMPLE 
NUMBER 

R-1UTC-25825 



LOCATION 

PLASTER-LIKE FIREPROOF I NG MATERIAL COLLECTED FROM A 34" COLUMN LOCATED 
OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF 
THE 1ST FLOOR . 



RESULT 

NON ASBESTOS 



R-1UTC-2S&26 FLUFFY F I REPROOF I HG MATERIAL COLLECTED FROM A 31" COLUMN LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 1ST 
FLOOR. 



20X CHHTS0T1LE ASBESTOS 



R*1UTC-25827 PLASTER-LIKE FIREPROOF INC MATERIAL COLLECTED FROM AN 18" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE STH 
FLOOR. 



NON ASBESTOS 



R-1UTC-25828 FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM AH 18" SEAM LOCATED ON THE 

EAST SIOE OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 5TH FLOOR. 



20% CHRYSOT 1LE ASBESTOS 



R-1UTC-2S829 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM A 16" 8EAH LOCATED OH 

THE UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 7TH 
FLOOR. 



NON ASBESTOS 



R-1U1C-25830 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM AN 8" BEAM LOCATED ON 

THE NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 12TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-25831 FLUFFY FIREPROOFINC MATERIAL COLLECTEO FROM AN 0" BEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 12TH 
FLOOR. 



20X CHRYSOT I LE ASBESTOS 



R-1UTC-2S832 PLASTER-LIKE F (REPROOFING MATERIAL COLLECTEO FROM A 20" COLUMN LOCATED 

OH THE NORTHEAST COR HER OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF 
THE 17TH FLOOR. 



HON ASBESTOS 



R-IUTC-258J3 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 20" COLUMN LOCATED ON THE 

NORTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 17TH 
FLOOR. 



20X CHRYSOT I LE ASBESTOS 



R-1UTC-25834 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM A 16" SEAM LOCATED ON 

THE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 22ND 
FLOOR. 



NON ASBESTOS 



R-1UTC-25835 



FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 
SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 22NO 
FLOOR. 



20X CHRYSOT I LE ASBESTOS 



DRAFT COPT ISSUED OS/U/92 



) 

FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA OESCRIPUOH: 



PORT AUTHOfllTf OF HT 1 HJ 
ASBESTOS HANAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY * 013 



BUILDING: 1 
FLOOR: BW4 



SAMPLE 
NUMBER 

R-1UTC-2S836 



R-1UTC-2SB37 



R-1WTC-25838 



LOCATION 

PLASTER-LIKE F1REPROOFIHC MATERIAL COLLECTED FROM A 34" COLUMN LOCATED 
OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF 
THE 277H FLOOR . 

FLUFFY F1REPROOFUG MATERIAL COLLECTED FROM A 34" COLUMN LOCATED ON THE 
SOUTHWEST CORKER FO THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 27TH 
FLOOR. 

PIASTER-LIKE FIREPROOMNG MATERIAL COLLECTED FROM A T4" BEAM LOCATEO 0« 
TH£ EAST SIDE Of THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 3 2ND 
FLOOR. 



R-1UTC-Z5839 PLASTER-LIKE F I REPROOFING MATERIAL COLLECTED FROM A 16" COLUMN LOCATED 

ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP Of 
THE 37TH FLOOR. 

R-1UTC-25840 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM A 24" BEAM LOCATEO ON 

THE WEST SIDE Of THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 4IST 
FLOOR- 

R-1UTC-25641 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM A 34" COLUMN LOCATED 

OH THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP Of 
THE 44TH FLOOR. 

R-1UTC-25842 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM A 16" SEAM LOCATED ON 

THE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 50TH 
FLOOR. 

R-1WTC-25843 PLASTER-LIKE FIREPRCOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE MOAT HE AST CORKER OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 
55TH FLOOR. 

R-1WTC-25844 PLASTER-LIKE FIREPROOF IHG MATERIAL COLLECTED FROM A 14- BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAS SO AT THE TOP OF THE 60TH 
FLOOR. 

R-1UTC-Z5B45 PLASTER-LIKE FIREPRCOFING MATERIAL COLLECTED f ROM AN 8" BEAM LOCATED OH 

THE NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF 1HE 6S1H 
FLOW. 



RESULT 

NOW ASBESTOS 

20% CHRTSOT I LE ASBES10S 

NON ASBESTOS 

HON ASBESTOS 

NOW ASBESTOS 



NON ASBESTOS 



NON ASBESTOS 



NON ASBESTOS 



NON ASBESTOS 



NON ASBESTOS 



ORfcf T COPf ISSUED 0S/U/9Z 



PORT AUTHOR 1 It Of NT & HJ 
ASBESTOS MANAGEMENT OIVISIOH 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 013 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: \ 
FLOOR : B1-74 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-258A6 PLASTER-LIKE F1REPROOFING MATERIAL COLLECTED FROM A 34" COLUMN LOCATED 

ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF 
THE 70TH FLOOR. 



NON ASBESTOS 



R-1UTC-25M7 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM A 24" BEAM LOCATED ON 

THE WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 75TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-25MB PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM AH S" BEAM LOCATED ON 

THE UEST SIDE OF THE ELEVATOR SHAFT FOR CAR SO AT THE TOP OF THE 102ND 
FLOOR. 



NON ASBESTOS 



R-1UTC-25B49 PIASTER-LIKE FIREPROOF I HG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE SOUTH BEAM OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 977 K 
FLOOR. 

.R-1UTC-2S650 PLASTER-LIKE FIREPROOFINC MATERIAL, COLLECTED FROM A 16" COLUMN LOCATED 

' ON THE SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF 

THE 93RD FLOOR. 



HON ASBESTOS 



NON ASBESTOS 



R-1UTC-2S651 PLASTER-LIKE FIREPROOF I NG MATERIAL COLLECTED FROM A 16" COLUMN LOCATED 

OH THE NORTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP Of 
THE 83TH FLOOR. 



NON ASBESTOS 



R-1UTC-25S52 PLASTER-LIKE FIREPROOF INC MATERIAL COLLECTED FROM A H" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE 84TH 
FLOOR. 



NON ASBESTOS 



R-1WTC-25SS3 PLASTER-LIKE FIREPROOFINC MATERIAL COLLECTED FROM AN f BEAM LOCATED OH 

THE NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 50 AT THE TOP OF THE &4TH 
FLOOR. 



NON ASBESTOS 



ptUFT CQft ISSUED Q5/K/92 



PORT AUTHOR 1 T T OF HT I HJ 
ASBESTOS MANAGEMENT QIV1SIQN 
SAMPLE LOCATIONS 



REPORT f o 
SURVEY * OK 



■ACiLITT: WORLD 

LOCATION-. 

AREA DESCRIPTION: 



TRADE CENTER 



BUILD! KG; 1 
FLOOR: 9-16 



NUMBER 

R-1UTC-25480 



LOCATION 

FLUFFY SPRAYED OH INSULATION MATERIAL FROM AN 16" BEAM LOCATED OH THE 
EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #24 AT THE TOP Of THE 1ST FLOOR. 



RESULT 

2SZ CHRYSOTILE ASBESTOS 



R-1UTC-2S&S1 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OT THE ELEVATOR SHAFT fOR CAR «t AT THE TOP Of THE UH 
FLOOR. 



35X CHRYSOTILE ASBESTOS 



R-1UTC-25482 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 35" COLUMN LOCATED OH THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR #24 AT THE TOP OF THE 6TH 
FLOOR. 



35X CHRYSOTILE ASBESTOS 



R-1UIC-25483 FLUFFY SPRAYED OH INSULATION MATERIAL FROM AN 8" BEAM LOCATED OH THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR #24 AT THE TOP OF THE 8TH FLOOR. 



20* CHRYSOTILE ASBESTOS 



R-1UTC-Z5484 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

. NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR #24 AT THE TOP OF THE 10TH 
FLOOR. 



2SX CHRYSOTILE ASBESTOS 



R-1UTC-2548S FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #24 AT THE .TOP OF THE 13TH 
FLOOR. 



25X CHRYSOTILE ASBESTOS 



R-1UTC-25486 FLUFFY SPRAYED OH 1HSULAT10H MATERIAL FROM A 35" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR #24 AT THE TOP OF THE 
15TH FLOOR. 



25% CHRYSOTILE ASBESTOS 



R-1UIC-25487 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 38" COLUMN LOCATED OH THE 

SOUTHEAST CORHER OF THE ELEVATOR SHAFT FOR CAR #25 AT THE TOP OF THE 2ND 
FLOOR. 



25X CHRYSOTILE ASBESTOS 



R-1UTC-254S8 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16- BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 125 AT THE TOP OF THE 4TH 
FLOOR. 



2SX CHRYSOTILE ASBESTOS 



R-1UTC-25409 FLUFFT SPRAYED ON INSULATION MATERIAL FROM A 16" BEAR LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #25 AT THE TOP OF THE 9TH FLOOR. 

R-1UTC-25490 FLUFFY SPRATED OH INSULATION MATERIAL FROM A 12" BEAM LOCATED ON THE 

WEST SIOE OF THE ELEVATOR SHAFT FOR CAR #25 AT THE TOP OF THE 12TH 
FLOOR. 



251 CHRYSOTILE ASBESTOS 



251 CHRYSOTILE ASBESTOS 



( 



S5»lL£ fr>T ISSUED OS/U/92 



PORT AUTHORITY OF NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAKP\.E LOCATIONS 



REPORT M 0 
SURVET # OU 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION; FLOOR: 9-16 



SAHPLE 
NUMBER 

R-1UTC-25491 



LOCATION 

FLUFFY SPRAYED OH INSULATION HATER I AL FROM A 30" COLUMN LOCATED ON THE 
SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR #25 AT THE TOP OF THE 
15TH FLOOR. 



RESULT 

25t CHRYSOTILE ASBESTOS 



httiFT COVY ISSUED OS/U/92 



PORT AUTHORITY OF XT I HJ 
ASBESTOS MANAGEMENT P1VISIOH 
SAHPLE LOCATIONS 



REPORT * 0 
SURVEY # 015 



FACILITY: WORLD TRADE CENTER 

LOCATION; 

AREA DESCRIPTION: 



FLOOR: 1-16 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1WTC-25S55 FLUFFY f IREPROOF INC HATER I AL COLLECTED FftOH AH 1B M BEAM LOCATED ON THE 

EAST S10E Of THE ELEVATOR SHAFT FOR CAR #29 AT THE TOP OF THE 1ST FLOOR. 



201 CHRYSOTILE ASBESTOS 



R-1UTC-25556 FLUFFY FIREPROOFlNG MATERIAL COLLECTED FROM A 16" 8EAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #29 AT THE TOP OF THE 3R0 
FLOOR. 



2 OX CHRYSOTILE ASBESTOS 



R-1UTC-2SS57 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 32" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR #29 AT THE TOP OF THE STH 
FLOOR. 



101 CHRYSOTILE ASBESTOS 



R-1WTC-2555S FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 16" BEAM LOCATEO OH THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR #29 AT THE TOP OF THE 7TH FLOOR. 



10X CHRYSOTILE ASBESTOS 



R-1WTC-25559 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR f 29 AT TH£ TOP OF THE 10TK 
FLOOR. 



151 CHRYSOTILE ASBESTOS 



R-1VTC-25560 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 2*" COLUMN LOCATED ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR #29 AT THE TOP OF THE 
12TH FLOOR. 



3 OX CHRYSOTILE ASBESTOS 



K-1UTC-25561 FLUFFY FIREPROOFlNG MATERIAL COLLECTEO FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #29 AT THE TOP OF THE 15TH 
FLOOR. 



10X CHRYSOTILE ASBESTOS 



K-1WTC-2S562 FLUFFY F IREPROOF ING MATERIAL COLLECTED FROM A K" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAS #25 AT THE TOP OF THE 2 WO FLOOR. 



ZOX CHRYSOTILE ASBESTOS 



R-1UTC-2S563 FLUFFY FIREPROOF ING MATERIAL COLLECTEO FROM A 32" COLUMN LOCATEO ON THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR #28 AT THE TOP OF THE 6TH 
FLOOR. 



20X CHRYSOTILE ASBESTOS 



R-1WTC-255M FLUFFY FIREPROOfING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #28 AT THE TOP OF THE 0TH 
FLOOR . 



20X CHRYSOTILE ASBESTOS 



R-1U1C-25S65 FLUFFY f IREPROOF ING MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #26 AT THE TOP Of THE 1UH 
FLOOR. 



5X CHRYSOTILE ASBESTOS 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHOR ITT OF NY 8 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY « 015 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR : l-t6 



SAMPLE 
NUMBER 

R-1UTC-25566 



LOCATION 

FLUFFY F1REPHOOFING MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 
SCUT HUE ST CORNER OF THE ELEVATOR SHAFT FOR CAR #20 AT THE TOP OF THE 
13TH FLOOR. 



RESULT 

20X CHRYSOTILE ASBESTOS 



R-1U7C-25567 FLUFFY F1REPROOFIHG MATERIAL COLLECTED FROM AN 18- 8EAH LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #28 AT THE TOP Of THE 16TK 
FLOOR . 



20X CHRYSOTILE ASBESTOS 



R-1UTC-25568 FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #27 AT THE TOP OF THE 16TH 
HOOK. 



20% CHRYSOTILE ASBESTOS 



R-1UTC-Z5569 FLUFFY FIREPROOF 1HG MATERIAL COLLECTED FROM A 16 H BEAM LOCATED OH THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR #27 AT THE TOP Of THE 12TH 
FLOOR. 



251 CHRYSOTILE ASBESTOS 



R-1UTC-Z5570 FLUFFY H REPROOF ING MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #27 AT THE TOP OF THE 9TH FLOOR. 



25X CHRYSOTILE ASBESTOS 



R-1UTC-25571 FLUFF! FIREPROOFING MATERIAL COLLECTED FROM A U" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT fOR CAR #27 AT THE TOP OF THE 5TH FLOOR. 



25X CHRYSOTILE ASBESTOS 



R-1UTC-25572 



FLUFFY Ft REPROOF INC MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 
NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR #27 AT THE TOP OF THE 2ND 
FLOOR. 



25% CHRYSOTILE ASBESTOS 



DRAFT COPT ISSUED Q5/U/92 



PORT AUTHORITY Of NY t HJ 
ASBESTOS MAHAGEHEMT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 0 
SURVEY 0 016 



FACILITY: UQBLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 1-2i 



SAMPLE 
NUMBER 

R-1UTC-25573 



LOCATION 

FLUFFY FIREPROOF I NG MATERIAL COLLECTED FROM AN 18" BE AW LOCATED ON THE 
SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #30 AT THE TOP OF THE 1ST 
FLOOR. 



RESULT 

5% CHRYSOT | LE ASBESTOS 



R-1UTC-25574 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 32" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 030 AT THE TOP OF THE 4TH 
FLOOR. 



1SX CHRYSOT ILE ASBESTOS 



R-lUTC-25575 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #30 AT THE TOP OF THE 7TH FLOOR. 



IX CHRYSOT! LE ASBESTOS 



r-1utc-25576 fluffy f i reproofing material collected from a 16" beam located on the 
north side of the elevator shaft for car #30 at the top of the 10th 
floor. 



1$X CHRYSOT RE ASBESTOS 



R-1UTC-2S577 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM AN 6" BEAM LOCATED OH THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 030 AT THE TOP OF THE 13TK 
FLOOR. 



5X CHRYSOT ILE ASBESTOS 



R-1UTC-25578 FLUFFY FIREPROOFING MATERIAL COLLECTEO FROM A 16" BEAM LOCATED OH THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 030 AT THE TOP Of THE 16TH 
FLOOR . 



SX CHRYSOT ILE ASBESTOS 



R-1UTC-25579 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 24- COLUMN LOCATEO ON THE 

SOUTHEAST CORHER OF THE ELEVATOR SHAFT FOR CAR 030 AT THE TOP OF THE 
19TH FLOOR. 



10X CKRYSOTILE ASBESTOS 



R-TUTC-25580 FLUFFY FIREPROOFING MATERIAL COLLECTEO FROM A 16- BEAM LOCATEO ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f 30 AT THE TOP OF THE 2 2 WD 
FLOOR. 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25581 FLUFFY FIREPROOFING MATERIAL COLLECTEO FROM A 32" COLUMN LOCATED ON THE 

SOUTHEAST CORHER OF I HE ELEVATOR SHAFT FOR CAR 031 AT THE TOP OF THE 2ND 
FLOOR* 



5X CHRYSOT I LE ASBESTOS 



R-1UTC-255S2 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16- BEAM LOCATED OH THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 031 AT THE TOP OF THE 5TK 
FLOOR. 



5X CHRYSOTILE ASBESTOS 



R-1UTC-2S583 FLUFFY FIREPROOFING MATERIAL COLLECTEO FROM A U" BEAM LOCATED ON THE 

UEST SIDE Of THE ELEVATOR SHAFT FOR CAR 031 AT THE TOP OF THE 9TH FLOOR . 



5X CHRYSOTILE ASBESTOS 



r 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHORITY OF NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY tf 016 



FACILITY: UQRCO TRADE CENTER 

LOCATION; BUILDING: 1 

AREA DESCRIPTION: KOOR: l-2t 



SAHPLE 
NUMBER 

R-1UTC-255W 



LOCATION 

FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 32" COLUMN LOCATED ON THE 
SOUTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR #31 AT THE TOP OF THE 
KTH FLOOR. 



RESULT 

10X CHRYSOT ILE ASBESTOS 



R-1UTC-255B5 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A K" BEAM LOCATEO ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #31 AT THE TOP OF THE 19TH 
FLOOR. 



15% CHRYSOT ILE ASBESTOS 



R-1UTC-25S86 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #31 AT THE TOP OF THE 23 RD 
FLOOR. 



5X CHRYSOT I IE ASBESTOS 



R-1UTC- 25587 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR #31. 

R-1UTC-25652 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 12" BEAM LOCATED ON THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR #32 AT THE TOP OF THE 23RD 
FLOOR. 



20k CHRYSOT ILE ASBESTOS 
5X CHRYSOT I L£ ASBESTOS 



B-UlTC-25653 FLUFFY F IREPROOf 1HG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR #32 AT THE TOP OF THE 19TH 
FLOOR. 



10% CHRYSOT HE ASBESTOS 



R-1UTC-2565* FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A U" BEAM LOCATED ON THE 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR #32 AT THE TOP OF THE \ZTH 
FLOOR . 



10X CHRYSOT ILE ASBESTOS 



R-llfTC-25655 FLUFFY T ROUE LEO ON MATERIAL COLLECTED FROM A H" BEAM LOCATED ON THE 

WORTH SIDE OF THE ELEVATOR SHAFT FOR CAR #32 AT THE TOP OF THE 6TH 
FLOOR. 



5X CHRYSOT ILE ASBESTOS 



fl>UnC-25656 FLUFFY TROWELED ON MATERIAL COLLECTED FROM A U" BEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR #32 AT THE TOP OF THE UH 
FLOOR. 



5X CHRYSOT ILE ASBESTOS 



R-1UTC-256S7 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM AH 18" BEAM LOCATED ON THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR #32 AT THE TOP OF THE 1ST f LOOR. 



tOX CHRYSOTILE ASBESTOS 



) 



DRAFT COPY ISSUEP Q5/U/92 



PORT AUTHORITY Of MY t HJ 
ASBESTOS HANAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT M o 
SURVEY M 017 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILD I HG: 1 
FLOOR: 1-24 



SAHPLE 
NUMBER 

R-1UTC-25608 



LOCATION 

FLUFFY FIREPROOFIMG MATERIAL COLLECTED FROM AM 18" BEAH LOCATED ON THE 
SOUTH SIDE OF THE ELEVATOR SHAFT, FOR CAR #34 AT THE TOP OF THE 1ST FL 



RESULT 

10X CHRYSOTILF. ASBESTOS 



K-1UTC-25609 FLUFFY F I REPROOF I NG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

EAST SlOE OF THE ELEVATOR. SHAFT, FOR CAR #JC AT THE TOP OF THE 3RD Ft. 



lOt CKRTSOTILE ASBESTOS 



R-1UTC-25610 FLUFFY F 1REPR00F ING MATERIAL COLLECTED FROM A 6" SEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT, FOR CAR #34 AT THE TOP OF THE 6TH FL 



2SX CHRYSOT ILE ASBESTOS 



R-1UTC-25611 FLUFFY FIREPROOFIMG MATERIAL COLLECTED FROM A 31" COLUMN LOCATED OH THE 

S.U. CORNER OF THE ELEVATOR SHAFT, FOR CAR #34 AT THE TOP OF THE 9TH FL 



25% CHRYSOT ILE ASBESTOS 



R-lUTC-25612 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A U" BEAM LOCATED ON THE 

WEST SIOE OF THE ELEVATOR SHAFT, FOR CAR #34 AT THE TOP Of THE 13TH FL 



25X CHRYSOT ILE ASBESTOS 



R-lUTC-25613 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 12" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT, FOR CAR *34 AT THE TOP OF THE 16TH FL 

R-ll/TC-25614 FLUFFY F I REPROOF ING MATERIAL COLLECTED FROM A 16- BEAH LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT, FOR CAR MIA AT THE TOP OF THE 20TH FL 



35X CHRYSOT] LE ASBESTOS 



3SX CHRYSOT ILE ASBESTOS 



R-1UTC-2561S FLUFFY F (REPROOFING MATERIAL COLLECTED FROM A 23" COLUMN LOCATED ON THE 

S.U. CORNER OF THE ELEVATOR SHAFT FOR CAR #34 OH THE MIDDLE OF THE 24TH 
FL. 



2SX CHRYSOT ILE ASBESTOS 



R-1UTC-25644 FLUFFY FIREPROOF ING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

S.U. CORNER OF THE ELEVATOR SHAFT FOR CAR #35 AT THE TOP OF THE 2ND FL 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-25645 FLUFFY FIREPROOFIMG MATERIAL COLLECTED FROM A 16" BEAH LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR #35 AT THE TOP OF THE 5TH FL 



15X CHRYSOT ILE ASBESTOS 



R-WTC-25646 FLUFFY FIREPROOFIMG MATERIAL COLLECTEO FROM A 16" BEAM LOCATED OH THE 

WEST SOOE OF THE ELEVATOR SHAFT FOR CAR #35 AT THE TOP OF THE 8TH FL 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-25647 FLUFFY FIREPROOFIMG MATERIAL COLLECTED FROM AH 8" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 035 AT THE TOP OF THE 11TH FL 



10X CHRYSOT ILE ASBESTOS 



R-1UTC-25648 FLUFFY FIREPROOFIMG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR #35 AT THE TOP OF 1HE 16TH FL 

R-1UTC-2S649 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 20" COLUMN LOCATED OM THE 

S.U. CORNER OF THE ELEVATOR SHAFT, FOR CAR- #35 AT THE TOP OF THE 17TH FL 



30X CHRYSOT ILE ASBESTOS 



20X CHRYSOT UE ASBESTOS 



CRAFT COPT ISSUED OS/U/92 



PORT AUTHORITY OF HT & HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 0 
SURVEY * 017 



FACaiTK: WORLD TRADE CEHTEfl 

LOCATION: 

AREA 0ESCRIPT10M: 



BUILDING: 1 
FLOOR: 1-24 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25650 FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

SOUTH SIDE OF THE ELEVATOR SHAFT, FOR CAR #35 AT THE TOP OF THE 20TH FL 



5X CHRYSOT I LE ASBESTOS 



R-1UTC-25651 FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

WEST SIDE OF THE ELEVATOR SHAFT, FOR CAR #35 AT THE TOP OF THE 23 RD FL 



ZSX CHRYSOT ILE ASBESTOS 



J 



DRAFT COPY ISSUED Q5/K/9Z 



POST AUTHORITY Of NY 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 9 0 
SURVEY * Olfl 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
f LOOR : 1-32 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1VTC-25U7 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FftOH A 16" BEAM LOCATED 

OH SOUTH SIDE OF ELEVATOR SHAFT FOR CAR C 36 AT TOP OF 2ND FLOOR 



25X CHRYSOTUE ASBESTOS 



R-1UTC-25U8 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECT EO FROM A 36" BEAM LOCATED 

ON SOUTH VEST CORNER OF ELEVATOR SHAFT FOR CAR * 36 AT TOP OF STH FLOOR 



30X CHRTSOTILE ASBESTOS 



R'1UTC-2SU9 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FRQH AH 6" BEAM LOCATES 

ON EAST SIDE OF ELEVATOR SHAFT FOR CAR * 36 AT TOP OF 9TH FLOOR 



251 CHRTSOTILE ASBESTOS 



R-1UIC-25450 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED 

OH UEST SIDE OF ELEVATOR SHAFT FOR CAR * 36 AT TOP OF 13TH FLOOR 



25X CHRTSOTILE ASBESTOS 



R-1UTC-2S4S1 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 36 AT TOP OF 17TH FLOOR 



25X CHRTSOTILE ASBESTOS 



R-1UTC-254S2 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 36 AT TOP OF 2 2ND FLOOR 



25X CHRTSOTILE ASBESTOS 



H-lVTC-25453 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 36" BEAM LOCATED 

ON SOUTH VEST CORNER OF ELEVATOR SHAFT FOR CAR # 36 AT TOP OF 26TH FLOOR 



2SX CHRTSOTILE ASBESTOS 



R-1UTC-2S454 FLUFFY SPRAYED OH IHSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

ON EAST SIDE OF ELEVATOR SHAFT FOR CAR « 36 AT TOP OF 32ND FLOOR 



10X CHRTSOTILE ASBESTOS 



R-1UTC-254S5 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 37" BEAM LOCATED 

ON SOUTHWEST CORNER OF ELEVATOR SHAFT FOR CAR # 37 AT TOP OF 2ND FLOOR 



Z5X CHRTSOTILE ASBESTOS 



R-1UTC-25456 FLUFFT SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 22" BEAM LOCATED 

OK UEST SIDE OF ELEVATOR SHAFT FOR CAR * 37 AT TOP OF 61 H FLOOR 



25% CHRTSOTILE ASBESTOS 



R-1UTC-25457 FLUFFY SPRAYED ON IHSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH SOUTH SIDE Of ELEVATOR SHAFT FOR CAR I 37 AT TOP OF 1QTH FLOOR 



25% CHRTSOTILE ASBESTOS 



t-IUTC-25455 FLUFFY SPRAYED ON IHSULATION MATERIAL COLLECTED FROM A U" BEAM LOCATED 

OH CAST SIOE OF ELEVATOR SHAFT FOR CAR * 37 AT TOP OF 16TH FLOOR 



25% CHRTSOTILE ASBESTOS 



R-1UK"25(.V? FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 37" BEAM LOCATED 

ON SOUTHWEST CORNER OF ELEVATOR SHAFT FOR CAR f 37 AT TOP OF 21ST FLOOR 



251 CHRYSOTUE ASBESTOS 



R-1UT.C- 25460 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED 

OH VEST SIDE Of ELEVATOR SHAFT FOR CAR * 37 AT TOP OF 27TH FLOOR 



25X CHRTSOTILE ASBESTOS 



r 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHOR! TT OF NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 
SURVEY * 018 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
f LOOR : 1-32 



SAMPLE 
NUMBER 

R-1WTC-25461 



LOCATION 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
OH SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 37 AT TOP OF Z9TH FLOOR 



RESULT 

5X CHRYSOT ILE ASBESTOS 



R-WTC-2St6Z FLUFFY SPRAYED OH IKSULATIOH MATERIAL COLLECTED FROM A U" BEAM LOCATED 

ON EAST SIDE OF ELEVATOR SHAFT FOR CAR * 38 AT TOP OF 31ST FLOOR 



10% CHRYSOT ILE ASBESTOS 



R-1UTC-25*A3 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED 

OH WEST SIDE OF ELEVATOR SHAFT FOR CAR * 38 At TOP OF 26TH FLOOR 



25X CHRYSOT ILE ASBESTOS 



R-1VTC-25A&4 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A H" BEAM LOCATED 

OH EAST SIDE OF ELEVATOR SHAfT FOR CAR # 36 AT TOP OF 21ST FLOOR 



1SZ CHRYSOT ILE ASBESTOS 



R-1UTC-2546S FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16- BEAM LOCATED 

ON VEST SIDE OF ELEVATOR SHAFT FOR CAR # 38 AT TOP OF 16TH FLOOR 



15X CHRYSOT ILE ASBESTOS 



) 



R-1UTC-25466 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 38 AT TOP OF 6TH FLOOR 

H-1UTC-25467 FLUFFY SPRAYED ON IHSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH NORTH SIDE OF ELEVATOR SHAFT FOR CAR # 38 AT TOP OF 4TH FLOOR 



15X CHRYSOTILE ASBESTOS 



1SX CHRYSOTILE ASBESTOS 



) 



PRATT COPT ISSUED 05/U/92 



PQBT AUTHORITY Of HY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY M 019 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 1-32 



SAMPLE 

NUMBER LOCATIOH 

R-lUTC-25468 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 14" BEAM LOCATED 

OH NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 39 AT TOP OF 2ND FLOOR 

R-1UTC-Z5469 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 14" BEAM LOCATED 

ON UEST SIDE OF ELEVATOR SHAFT FOR CAR » 39 AT TOP OF 12TH FLOOR 

R-1UTC-25470 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM. A 12" BEAM LOCATED 

ON UEST SIDE OF ELEVATOR SHAFT FOR CAR * 39 AT TOP OF 25TH FLOOR 

R-1UTC-25471 FLUFFY FALLOUT INSULATION MATERIAL COLLECTED FROM THE TOP OF CAR * 39 

R-1UTC-2547Z FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 41 AT THE TOP Of 2ND FLOOR 

R-1UTC-25473 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON EAST SIOE OF ELEVATOR SHAFT FOR CAR # 41 AT THE TOP OF 71 H FLOOR 

i 

R-1UTC-2S474 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" COLUMN 

LOCATED ON SOUTHEAST CORNER OF ELEVATOR SHAFT FOR CAR # 41 AT THE TOP OF 
11TH FLOOR 

R-1UTC-25&75 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON SOUTH SIDE OF ELEVATOR SHAFT FOR CAR M 41 AT THE TOP OF 15TH FLOOR 

R-1UTC-25476 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM AN S" BEAM LOCATED 

OH THE VEST SIDE OF ELEVATOR SHAFT FOR CAR » 41 AT THE TOP OF 19TH FLOOR 

R-1UTC-25477 FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 24«COLUHH LOCATED 

OH THE SOUTHEAST CORNER OF ELEVATOR SHAFT FOR CAR # 41 AT THE TOP OF 
23RQ FLOOR 

R-1UTC-25478 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECT EO FROM A 16" BEAM LOCATED 

CM THE SOUTH SIDE Of ELEVATOR SHAFT FOR CAR ff 41 AT THE TOP OF 27TH 
FLOOR 

R-1UTC-25479 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE UEST SIOE OF ELEVATOR SHAFT FOR CAR * 41 AT THE TOP OF 31ST 
FLOOR 

R-1UTC-25706 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 21" BEAM LOCATED ON THE 

UEST SIDE OF ELEVATOR SHAFT FOR CAR » 40 AT THE TOP OF 1ST FLOOR 



RESULT 

10X CHRVSOTILE ASBESTOS 

10X CHRYSOT ILE ASBESTOS 

101 CHRYSOT ILE ASBESTOS 

10X CHRYSOT ILE ASBESTOS 
15X CHRYSOT ILE ASBESTOS 

10X CHRYSOTI LE ASBESTOS 

20X CHRYSOT ILE ASBESTOS 

10X CHRYSOT ILE ASBESTOS 
10X CHRYSOT ILE ASBESTOS 
15X CHRYSOT HE ASBESTOS 

20X CHRYSOT ILE ASBESTOS 

5X CHRTSOT ILE ASBESTOS 

30X CHRYSOT ILE ASBESTOS 



OKAFT COPT ISSUED 05/14/92 



POBT AUTHQB ITT Of MY t HJ 
ASBESTOS HAHAGEKEHT OlVtSIOH 
SAMPLE LOCATIONS 



REPORT f 
SURVEY * 



019 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BU1L0UC: 1 
FLOOR: 1-32 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25707 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 32" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF ELEVATOR SHAFT FOR CAR 0 40 AT THE TOP OF 3RD FLOOR 



30X CKRYSOT ILE ASBESTOS 



R-1UTC-25708 FLUFFT FIREPROOFINC MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR # 40 AT THE TOP OF 9TH FLOOR 



15% CKRYSOT ILE ASBESTOS 



R-1UTC-25709 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A U N SEAM LOCATED ON THE 

WEST SIDE OF ELEVATOR SHAFT FOR CAR * 40 AT THE TOP OF 13TH FLOOR 



15X CKRY50T ILE ASBESTOS 



R-1UTC-2571Q FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

S/E CORNER OF ELEVATOR SHAFT FOR CAR * 40 AT THE TOP OF 17TH FLOOR 



30X CHRYSOT ILE ASBESTOS 



R-1UTC-25711 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 16" SEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR # 40 AT THE TOP OF 21ST FLOOR 



15X CKRYSOT ILE ASBESTOS 



R-1UTC-25712 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 12" BEAM LOCATED ON THE 

i WEST SIDE OF ELEVATOR SHAFT FOR CAR * 40 AT THE TOP Of 25TH FLOOR 



151 CKRYSOT ILE ASBESTOS 



R-1UTC-25713 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 24" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF ELEVATOR SHAFT FOR CAR g 40 AT THE TOP OF 30TH FLOOR 



15X CHRTSOT ILE ASBESTOS 



) 



OPAFT COPY ISSUED 05/14/92 



PORT AUTHORITY OF NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SUPPLE LOCATIONS 



REPORT 0 0 
SURVEY * 020 



FACILITY: WORLD TRADE CENTER 

LOCATION : 

AREA DESCRIPTION: 



BUHOIHG: 1 
FLOOR: 1-40 



SAMPLE 
NUMBER 



R-1UTC-2551D 



I PC AT 1QH 

HUFFY F IREPROOF 1NG MATERIAL COLLECTED FROH A 32" COLUMN LOCATED OH THE 
S/U CORKER OF ELEVATOR SHAFT FOR CAR * 42 AT THE TOP OF 2ND FLOOR 



R-1UTC-25511 FLUFFY FIREPROOF1NC MATERIAL COLLECTED FROH A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR # 42 AT THE TOP OF 6TH FLOOR 



RESULT 

301 CHRYSOTI LE ASBESTOS 
30X CHRTSOT ILE ASBESTOS 



R-1UTC-2551Z FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROM AN 8" BEAM LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR * 42 AT THE TOP OF 10TH FLOOR 



30X CHRTSOT ILE ASBESTOS 



R-1UTC-25513 FLUFFY FIREPROOF I HO MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 42 AT THE TOP OF 14TH FLOOR 



30X CHRTSOT ILE ASBESTOS 



R-1WTC-255H FLUFFY Fl REPROOFING MATERIAL COLLECTED FROM A 24" COLUMN LOCATED OH THE 

S/U CORNER OF ELEVATOR SHAFT FOR CAR 0 42 AT THE TOP OF 1STH FLOOR 

R-1UTC-25515 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROH A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 42 AT THE TOP OF 22ND FLOOR 

R-1UTC-25516 FLUFFY F I REPROOFING MATERIAL COLLECTEO FROH AN 8" BEAM LOCATED OH THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR # 42 AT THE TOP OF 26TH FLOOR 

R-1UTC-255T7 FLUFFY FIREPROOFlNC MATERIAL COLLECTEO FROH A 16" BEAM LOCATED ON THE 

NORTH SIDE OF ELEVATOR SHAFT FOR CAR M 42 AT THE TOP OF 30TH FLOOR 

R-1UTC-2551B FLUFFY FIREPROOFlNC MATERIAL COLLECTEO FROH A 24" COLUMN LOCATED ON THE 

S/U CORNER OF ELEVATOR SHAFT FOR CAR i 42 AT THE TOP Of 34TK FLOOR 

R-1UTC-2S519 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROH A 16" BEAM LOCATED OH THE 

UEST SIDE OF ELEVATOR SHAFT FOR CAR * 42 AT THE TOP OF 37TH FLOOR 



301 CHRTSOT ILE ASBESTOS 



30X CHRTSOT ILE ASBESTOS 



30X CHRTSOT ILE ASBESTOS 



2QX CHRYSQT ILE ASBESTOS 



20% CHRTSOT ILE ASBESTOS 



2DX CHRTSOT ILE ASBESTOS 



R-1VTC-25S20 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROH A 16" BEAM' LOCATED OH THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR i 42 AT THE TOP OF 39TH FLOOR 

R-1UTC-255Z1 FLUFFY FALLOUT MATERIAL COLLECTED FROM TOP OF CAR * 42 

R-1UTC-25522 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROH A 4" BEAM LOCATED OH THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR * 43 AT THE TOP OF 2ND FLOOR 

R-1UTC-25523 FLUFFY FIREPROOFlNC MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR 0 43 AT THE TOP OF 6TH FLOOR 



105 CHRTSOT ILE ASBESTOS 

5X CHRYSOT ILE ASBESTOS 
10X CHRYSOT ILE ASBESTOS 

10X CHRYSOT ILE ASBESTOS 



\ 



DRAFT COPT ISSUED 05/14^92 PORT AUTHOR] TV Of MY t HJ 

ASBESTOS MANAGEMENT OIV1S10N 
SAMPLE LOCATIONS 

FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



SAMPLE 

NUMBER LOCATION 

R-1UTC-25524 FLUFFY FIREPROOF1HG MATERIAL COLLECTED FROM A 24" COLUMN LOCATED OM THE 

S/U CORER OF ELEVATOR SHAFT FOR CAR * 43 AT THE TOP OF T2TH FLOOR 

R-1UTC-25525 FLUFFY FIREPROQF1NG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR 9 43 AT THE TOP Of 17TH FLOOR 

R-1UTC-2S526 FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM A 24" COLl*N LOCATED OM THE 

S/U COSHER OF ELEVATOR SHAFT FOR CAR M 43 AT THE TOP OF Z2KO FLOOR 

R-lUTC-25527 FLUFFY FIREPROOFIKG MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR « 43 AT THE TOP Of 27TH FLOOR 

R-1UTC-2552B FLUFFY FIREPROOF I KG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 43 AT THE TOP OF 32HD FLOOR 

R-1UTC-25529 FLUFFY FIREPROOF I KG MATERIAL COLLECTED FROM A 14" BEAM LOCATED OU THE 

UEST SIDE OF ELEVATOR SHAFT FOR CAR # 43 AT THE TOP OF 33RD FLOOR 

R-1UTC-25530 FLUFFY FALLOUT MATERIAL COLLECTED FROM. TOP OF CAR * 43 

R-1UTC-25531 FLUFFY F I REPROOF I HC MATERIAL COLLECTED FROM A 12** BEAM LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR f 44 AT THE TOP OF THE 391H FLOOR 

R-UJTC-2SS32 FLUFFY F IREPROQf IHG MATERIAL COLLECTED FROM A 6" BEAM LOCATED OH THE 

WEST SIDE OF ELEVATOR SHAFT FOR CAR f 44 AT THE TOP OF THE 34TK FLOOR 

R-1UTC-25533 FLUFF Y F! REPROOF I HG MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

EAST SIDE Of ELEVATOR SHAFT FOR CAR fl 44 AT THE TOP Of THE 28TH FLOOR 

R-WK-25S34 fLUfFY F I REPROOF I HG MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON 1HE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR f 44 AT THE TOP Of THE 22HD FLOOR 

R-1UTC-25535 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR f 44 AT THE TOP OF THE 12TH FLOOR 

R-1UTC-25536 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 14" BEAM LOCATED OH THE 

NORTH SIDE OF ELEVATOR SHAFT FOR CAR « 44 AT THE TOP OF THE 7TH FLOOR 

R-1UTC-25537 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM A 14" BEAM LOCATED ON THE 

NORTH SIDE OF ELEVATOR SHAFT FOR CAR M 44 AT THE TOP OF THE 5TH FLOOR 



REPORT 0 0 
SURVEY # 020 



BUILDING: 1 
FLOOR: 1-40 

RESULT 

10X CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 

101 CHRYSOTILE ASBESTOS 

31 CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 

10% CHRYSOTILE ASBESTOS 

301 CHRYSOTILE ASBESTOS 
10X CHRYSOTILE ASBESTOS 

5X CHRYSOTILE ASBESTOS 

SX CHRYSOTILE ASBESTOS 

101 CHRYSOTILE ASBESTOS 

301 CHRYSOTILE ASBESTOS 

SX CHRYSOTILE ASBESTOS 

5X CHRYSOTILE ASBESTOS 



DRAFT COPY ISSUED 05/14/92 



PORT AUTHOR) TY Of NY t MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



REPORT f 0 
SURVEY # 021 



BUILDING: 1 
FLOOR: 1-40 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25538 FLUFFY f I REPROOFING MATERIAL COLLECTED f ROM AH 1 8" BEAM LOCATED ON THE 

WEST SIDE OF ELEVATOR SHAFT FOR CAR * 46 AT THE TOP OF THE 1ST FLOOR 



25X CHRYSOTILE ASBESTOS 



B-lUIC-25539 FLUFFY FIREPRCOMHG HATER I AL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 46 AT THE TOP OF THE 6TH FLOOR 



20X CHRYSOTILE ASBESTOS 



R-1UTC-25S40 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 34" COLUMN LOCATED ON THE 

S/E CORNER OF ELEVATOR SHAFT FOR CAR # 46 AT THE TOP OF THE 11TH FLOOR 



201 CHRYSOTILE ASBESTOS 



R-1UTC-25541 FLUFFY F 1 REPROOF ING MATERIAL COLLECTED FROM A 34" COLUMN LOCATED ON THE 

S/E CORNER OF ELEVATOR SHAFT FOR CAR * 46 AT THE TOP OF THE 17TH FLOOR 



25X CHRYSOTILE ASBESTOS 



R-1UTC-25542 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR » 46 AT THE TOP OF THE 25TH FLOOR 



25X CHRYSOTILE ASBESTOS 



S-1VTC2S543 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH THE 

WEST SIDE OF ELEVATOR SHAFT FOR CAR * 46 AT THE TOP OF THE 31ST FLOOR 



2SX CHRYSOTILE ASBESTOS 



R-1UTC-25544 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 34" COLUMN LOCATED ON THE 

S/E CORNER OF ELEVATOR SHAFT FOR CAR # 46 AT THE TOP OF THE 35TH FLOOR 



10X CHRYSOTILE ASBESTOS 



B-1UIC- 25545 FLUFFY FIREPROOF tHG MATERIAL COLLECTED FROM A 12" BEAK LOCATED OH THE 

VEST SIDE OF ELEVATOR SHAFT FOR CAR * 46 AT THE TOP OF THE 39TH FLOOR 



10X CHRYSOTILE ASBESTOS 



R-1U7C-25546 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR * 46 

R-1U1C-25547 FLUFFY F1REPROOF1NC MATERIAL COILECKB*. FJtOM A 34" COLUMN LOCATED ON THE 

S/E CORNER OF ELEVATOR SHAFT FOR CAR # 47 AT THE TOP OF THE 2 NO FLOOR 



15X CHRYSOTILE ASBESTOS 
35X CHRYSOTILE ASBESTOS 



R-1UTC-25548 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM AN 6 M BEAM LOCATED OM THE 

WEST SIDE OF ELEVATOR SHAFT FOR CAR * 47 AT THE TOP OF THE 6TH FLOOR 



2SX CHRYSOTILE ASBESTOS 



R-1UTC-25549 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 47 AT THE TOP OF THE 12TH FLOOR 



40X CHRYSOTILE ASBESTOS 



R-1UTC-25550 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 34" COLUMN LOCATED OH THE 

S/E CORNER OF ELEVATOR SHAFT FOR CAR * 47 AT THE TOP OF THE 20TH FLOOR 



<1X CHRYSOTILE ASBESTOS 



R-1UTC-255S1 FLUFFY FIREPROOFIHC MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 47 AT THE TOP OF THE 27TH FLOOR 



25X CHRYSOTILE ASBESTOS 



c 



N OTE: Th* syntool "<" Means: Lett than. "TRACE" means a barely perceivable wmxjU of asbestos that is less than the USEPA t i hi t 
lor asbestos.. 



DRAFT COPT ISSUED OS/U/92 



PORT AUTHORITY Of NY I HJ 
ASBESTOS MANAGEMENT PIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY « 021 



FACILITY: UORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 1-40 



SAMPL E 
NUMBER 



R-1UTC-25552 



LOCATION 

FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 
SOUTH SIDE OF E LEVATOR SHAFT FOR CAR * 47 AT THE TOP OF THE 3 2 NO FLOOR 



RESULT 

10X CHRYSOTILE ASBESTOS 



R-IUTC-2S553 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM AH 8" BEAM LOCATED OH THE 

UEST SIDE OF ELEVATOR SHAFT FOR CAR 0 47 AT THE TOP OF THE 38TH FLOOR 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25554 



FLUFFT FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR # 47 



15X CHRYSOTILE ASBESTOS 



DRAFT COPT ISSUED 05/14/92 



PORT AUTHOR I TT OF NY A HJ 
AS8ESTOS MANAGEMENT 01V1S10N 
SAMPLE LOCATIONS 



REPORT tf 0 
SURVEY * 022 



f ACUITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 43-55 



SAMPLE 

NUMBER LOCATION 

R-1UTC-25065 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 36" X 17" COIUMH 

LOCATED AT THE S/U CORNER OF ELEVATOR SHAFT FOR CAR * 51, TOP OF 54TH 
FLOOR 

R-lUTC-25066 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

OH THE EAST SIDE OF ELEVATOR SHAFT FOR CAR If 51, TOP OF 53RO FLOOR 

R-1U1C- 25067 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 51, TOP OF 5 2ND FLOOR 

R-1UTC*2506a FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 12" BEAM LOCATED 

OH THE WEST SIDE Of ELEVATOR SHAFT FOR CAR I 51, TOP OF 51ST FLOOR 

R-1UTC-25069 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" SEAM LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 51 , TOP OF 50TH FLOOR 

R-1UTC-25070 FLUFFT SPRAYED 0« INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

OH THE EAST SIDE OF ELEVATOR SHAFT FOR CAR # 51, TOP OF 4flTH FLOOR 

R-1WTC-25071 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 36" X 17" COLUHH 

OH THE S/E SIDE OF ELEVATOR SHAFT FOR CAR # 51, TOP OF 46TH FLOOR 

R-1UTC-25072 FLUFFY FALLOUT INSULATION MATERIAL COLLECTED FROM TOP OF CAR # 51 

R-IUTC'25073 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

OH THE EAST SIDE OF ELEVATOR SHAFT , FOR CAR #52, TOP OF 54TH FLOOR 

• R-1VTC-25074 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 40" X 18" COLUNH 

LOCATED OH S/E CORNER OF ELEVATOR SHAFT FOR CAR #52, TOP OF 52HD FLOOR 

R-1VTC-25Q75 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

ON THE SOUTH SIDE ELEVATOR SHAFT FOR CAR #52, TOP OF SOTH FLOOR 

R-1UTC25Q76 FLUFFY SPRAY60 ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE VEST SIDE ELEVATOR SHAFT FOR CAR #52, TOP OF 48TH FLOOR 

R-1UTC-25077 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

ON THE EAST SIDE ELEVATOR SHAFT FOR CAR #52, TOP OF 46TH FLOOR 



RESULT 

VJ. CHRYSOT ] LE ASBESTOS 

5% CKRTSOTILE ASBESTOS 

10* CHRYSOT RE ASBESTOS 

5% CHRYSOT ILE ASBESTOS 

5X CHRYSOTILE ASBESTOS 

3X CHRYSOTILE ASBESTOS 

5X CHRYSOTILE ASBESTOS 

IX CHRYSOTILE ASBESTOS 
51 CHRYSOTILE ASBESTOS 

5X CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 

10% CHRYSOTILE ASBESTOS 

10X CHRYSOTILE ASBESTOS 



R-1UTC-2507B 



FLUFFY FALLOUT INSULATION MATERIAL COLLECTED FROM TOP OF CAR « 52 



5t CHRYSOTILE ASBESTOS 



DRAFT COPY ISSUED 05/14/92 PORT AUTHOR ITT Of HT i HJ 

ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



SAMPLE 
NUMBER 



LOCATION 



R-1UTC-25079 HUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20" BEAM LOCATED 

OH THE WEST WALL OF ELEVATOR SHAFT FOR CAR f S3, TOP OF 54TH FLOOR 

R-lUTC-25080 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

ON THE EAST WALL OF ELEVATOR SHAFT FOR CAR i S3, TOP OF 52NO FLOOR 

R-1UTC-250S1 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20" BEAM LOCATED 

ON THE UEST WALL OF ELEVATOR SHAFT FOR CAR f 53, TOP OF SOTH FLOOR 

R-1UTC-2S0S2 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

OH THE EAST WALL OF ELEVATOR SHAFT FOR CAR f 53, TOP OF 48TH FLOOR 



R-1UTC-25083 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 24" BEAM LOCATED 

ON THE EAST UAIL OF ELEVATOR SHAFT FOR CAR t S3, 10P OF 467 H FLOOR 



REPORT n 0 
SURVEY « 022 



BUILDING: 1 
FLOOR: 43-55 

RESULT 

5% CHRYSOT I LE ASBESTOS 
10% CHRYSOT I L£ ASBESTOS 
10% CHRYSOT I LE ASBESTOS 
5% CHRYSOTILE ASBESTOS 
HON ASBESTOS 



DRAFT COPY ISSUED 05/14/92 



PORT AUTHORITY OF NY t NJ 
ASBESTOS MANAGEMENT 0IVIS1QH 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY « 023 



FACILITY-. WORLD TRADE CEHIER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 

f LOOR : 4V55 



SAMPLE 
NUMBER 

R-1UTC-25064 



LOCATION 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" X 6" FLANGE, 
ON THE NORTH UALL OF ELEVATOR SHAFT FOR CAR # 54, TOP OF 54TH FLOOR 



RESULT 

10% CHRYSOT ILE ASBESTOS 



R-tUTC-25085 FLUFFY SPRAYED ON INSULATION HATER I AL COLLECTED FROM A 16" 8EAH LOCATED 

OH THE EAST UALL OF ELEVATOR SHAFT FOR CAR * 54, TOP OF 52HD FLOOR 

R-1UTC-250S6 FLUFFY SPRATED OH INSULATION MATERIAL COLLECTED FROM A IS" X 8" FLAHGE, 

OH THE WORTH UALL OF ELEVATOR SHAFT FOR CAR « 54, TOP Of 50TH FLOOR 



5X CHRrSOTILE ASBESTOS 



5X CHRYSOT ILE AS8ESTOS 



R-1UTC-25087 HUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT FOR CAR * 54, TOP OF 4STH FLOOR 



5X CURT SOT ILE ASBESTOS 



R-1UTC-2508S FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" X 6" FLANGE, 

LOCATED ON THE NORTH UALL OF ELEVATOR SHAFT FOR CAR * 54, TOP OF 46TH 
FLOOR 



5X CHRYSOT ILE ASBESTOS 



R-1UTC-250S9 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE SOUTH UALL OF ELEVATOR SHAFT FOR CAR * 55, TOP OF 54TH FLOOR 



R-1WTC-25090 



R-1UU -25091 



R-1UTC-25092 



R-1UTC-2509J 



R- TUT C- 25094 



R-1UTC-25095 



R-1UTC- 25096 



R-1UTC- 25097 



FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 21" COLUMN, OH 
THE S/U COR HER OF ELEVATOR SHAFT FOR CAR f 55, TOP OF 53R0 FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16* BEAM LOCATED 
ON THE EAST UALL OF ELEVATOR SHAFT FOR CAR * 55, TOP OF 52ND FLOOR 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16 H BEAM LOCATED 
ON THE SOUTH UALL OF ELEVATOR SHAFT FOR CAR M 55, TOP OF 53RD FLOOR 

FLUFFY SPRATEO ON INSULATION MATERIAL COLLECTEO FROM A 21- COLUMN, ON 
THE S/U CORNER OF ELEVATOR SHAFT FOR CAR « 55, TOP OF 50TH FLOOR 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTEO FROM A 16" BEAM LOCATED 
ON THE EAST UALL OF ELEVATOR SHAFT FOR CAR * 55, TOP OF 48TK FLOOR 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTEO FROM A 16" BEAM LOCATED 
ON THE SOUTH UALL OF ELEVATOR SHAFT FOR CAR f 55, TOP OF 46TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 21" BEAM LOCATED 
ON THE SOUTH UALL OF ELEVATOR SHAFT FOR CAR f 56, TOP OF 5MH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 
OH THE EAST UALL OF ELEVATOR SHAFT FOR_CAR f 56, TOP QF 5 3RD FLOOR 



5% CHRYSOT ILE ASBESTOS 



SX CHRYSOT JLE ASBESTOS 



10% CHRYSOT ILE ASBESTOS 



5X CHRYSOT ILE ASBESTOS 



5X CHRYSOT ILE ASBESTOS 



5X CHRYSOT ILE ASBESTOS 



5X CHRYSOT ILE ASBESTOS 



5X CHRYSOTILE ASBESTOS 



5X CHRYSOTILE ASBESTOS 



DRAM COPY ISSUED 05/1W92 



PORT AUTHOfll TY OF HY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 
SURVEY 0 023 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 43-55 



samp le 
number 



R-1VTC-25098 



LOCATION 

FLUFFY SPRAY £0 OH [HSULATIOH MATERIAL COLLECTED FROM A 21" COLUMN 
LOCATED ON THE S/U COMER OF ELEVATOR SHAFT FOR CAR 0 56, TOP OF 52ND 
FLOOR 



RESULT 

ZX CHRYSOTILE ASBESTOS 



R-1UTC-25099 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 21" BE AH LOCATED 

ON THE NORTH UALL OF ELEVATOR SHAFT FOR CAR 0 56, TOP OF 50TH FLOOR 



5X CHRYSOTILE asbestos 



IMUTC- 25100 FLUFFY SPRAYED OH [NSULATIOH MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT FOR CAR 0 56, TOP OF 48TH FLOOR 



5X CHRYSOTILE ASBESTOS 



R-IUTC-25101 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 21" BEAM LOCATED 

ON THE SOUTH UALL OF ELEVATOR SHAFT FOR CAR 0 56, TOP OF 46TH FLOOR 

R-1UTC-25102 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 21" COLUMN, 

LOCATEO OH THE S/U CORKER OF ELEVATOR SHAFT FOR CAR « 56, TOP OF 45TH 
FLOOR 



HOH ASBESTOS 



3% CHRYSOTILE ASBESTOS , 




Oft* FT COPY ISSUED 05/U/92 



PORT AUTHORITY OF HT 1 MJ 
ASBESTOS HANAGEHEKT DIVISION 
SAMPLE IQCAHOHS 



REPORT * 0 
SURVEY 0 024 



FACILITY: UORLO TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILOIMC: 1 
FLOOR: 43-60 



SAHPlE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25658 FLUFFY F I REPROOF I KG INSULATION COLLECTED FROM A 21" COLUHN LOCATED ON 

THE S/E CORNER OF ELEVATOR SHAFT FOR CAR * 57, TOP OF *4TH FLOOR 



10X CHRYS0T1LE ASBESTOS 



R-1UTC-25659 FLUFFY FIREPROOF I KG INSULATION COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR i 57, TOP OF 481 H FLOOR 



151 CHRVSOTILE ASBESTOS 



R-1UTC-25660 FLUFFY F I REPROOFING INSULATION COLLECTED FROM AN 8" BEAM LOCATED ON THE 

WEST SIDE OF ELEVATOR SHAFT FOR CAR * 57, TOP OF 51ST FLOOR 



15X CHRVSOTILE ASBESTOS 



R-1UTC-2S661 FLUFFY F1REPROOFING INSULATION COLLECTED FROM A 16" BEAH LOCATED ON THE 

NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 57, TOP OF 54TH FLOOR 



51 CKRYSOTILE ASBESTOS 



R-1UTC-25662 FLUFFY FIREPROOF IMG INSULATION COLLECTED FROM A 14" BEAH LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR f 57, TOP OF 57TH FLOOR 



1QX CHRYSOT ILE ASBESTOS 



R-1UTC-25663 FLUFFY F I REPROOFING INSULATION COLLECTED FROM A 21" COLUMN LOCATED ON 

THE S/E CORNER OF ELEVATOR SHAFT FORCAR tf 57, TOP OF 61ST FLOOR 



3X CHRYSOT ILE ASBESTOS 



R-1UTC-26006 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTEO FROM AM 16" BEAH LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 58, TOP OF 61ST FLOOR 



10X CHRYSOT I LE ASBESTOS 



R-1UTC-26007 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 21" COLUMN, 

LOCATED ON THE S/E CORNER OF ELEVATOR SHAFT FOR CAR # 58, TOP OF 58TH 
FLOOR 



25X CHRYSOT I LE ASBESTOS 



R-1UTC-26008 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 12" BEAH LOCATED 

ON THE WEST UALL OF ELEVATOR SHAFT FOR CAR * 58, TOP OF 55TK FLOOR 



20X CHRYSOT I LE ASBESTOS 



R-1UTC-Z6009 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 16" BEAH LOCATED 

OH THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR i 58, TOP OF 52ND FLOOR 

R-1UTC-26010 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 21" COLUHN, 

LOCATED ON THE S/E CORNER OF ELEVATOR SHAFT FOR CAR * 58, TOP OF 49IH 
FLOOR 



25X CHRYSOT ILE ASBESTOS 



35X CHRYSOT I LE ASBESTOS 



R-1UTC- 26011 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 14" BEAH LOCATED 

OH THE WEST WALL OF ELEVATOR SHAFT FOR CAR * 58, TOP OF 46TM FLOOR 

R-1UTC-26012 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 14- BEAH LOCATED 

OH THE EAST UALL Of ELEVATOR SHAFT FOR CAR « $9, TOP OF 6QTH FLOOR 



40X CHRYSOTI LE ASBESTOS 



30X CHRYSOTI LE ASBESTOS 



) 



ORAFT COPT ISSUED 05/U/92 



PORT AUTHOR ITT OF NT t HJ 
ASBESTOS HAHAGEMEMT DIVISIOH 
SAMPLE LOCATIONS 



REPORT 0 
SURVEY « 



0 

024 



FACILITY: UORLD TRADE CENTER 

LOCATION: GUI LD1MC: 1 

AREA DESCRIPTION: FLOOR: 43-60 



SAMPLE 
NUMBER 

R-1UTC-26013 



LOCATION 

FLUFFT SPIATED OK INSULATION 
ON THE WEST WALL OF ELEVATOR 



MATERIAL COLLECTED FROM A 12" BE AW LOCATED 
SHAFT FOR CAR # 59, TOP OF 57TH FLOOR 



RESULT 

35X CHRTSOTHE ASBESTOS 



R-1UTC-260K FLUFFT SPRAYED ON INSULATION 

OH THE VEST WALL OF ELEVATOR 



MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
SHAFT FOR CAR * 59, TOP OF 54TH FLOOR 



25X CHRTSOTHE ASBESTOS 



R-1UTC-26015 FLUFFY SPRAYED OH INSULATION 

ON THE WEST WALL OF ELEVATOR 



MATERIAL COLLECTED FROM A K" BEAM LOCATED 
SHAFT FOR CAR * 59, TOP OF 50TH FLOOR 



ZOX CHRTSOTHE ASBESTOS 



R-1UTC-26016 FLUFFY SPRAYED OH INSULATION 

ON THE VEST UALL OF ELEVATOR 



MATERIAL COLLECTED FROM A K" BEAM LOCATED 
SHAFT FOR CAR # 59, TOP OF 45TH FLOOR 



15X CHRTSOTHE ASBESTOS 



DRAFT COPY ISSUED 05/U/92 



POTT AUTHORITY Of HU Wj 
ASBESTOS HAHAGEHENT OlVlSION 
SAMPLE LOCATIONS 



REPORT V 0 
SURVEY 0 025 



FACILITY: UORLD TRADE CENTER 

LOCATION : 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 43-61 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25U5 FLUFFY SPRAYED OH IKSULAT I OH MATERIAL FROM A 18" BEAM LOCATED OH THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CAR 60 AT THE TOP OF THE 61ST FLOOR , 



St CKRYSOT 1LE ASBESTOS 



R-1UTC-25U6 FLUFFY SPRAYED OK INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CAR 60 AT THE TOP OF THE 58TH FLOOR . 



51 CHRYSOTILE ASBESTOS 



R-1UTC-25K7 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

UEST UALL OF THE ELEVATOR SHAFT FOR CAR 60 AT THE TOP OF THE 55TH FLOOR. 



3X CHRYSOTILE ASBESTOS 



R-1UTC-25K8 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 20" BEAM LOCATED ON THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CAR 60 AT THE TOP OF THE 51ST FLOOR. 



5X CHRYSOTILE ASBESTOS 



R-1UTC-Z5K9 FLUfFY SPRAYED OH 1HSULATI0H KATERIAL f ROM A 18" BEAM LOCATED OH THE 

UEST UALL OF THE ELEVATOR SHAFT FOR CAR 60 AT THE TOP OF THE S7TH FLOOR. 



10% CHRYSOTILE ASBESTOS 



R-lUTC-25150 FLUFFY SPRAYEO OH INSULATION MATERIAL FROM A 20" BEAM LOCATED ON THE 

EAST BEAM OF THE ELEVATOR SHAFT FOR CAR 60 AT THE TOP OF THE «TH FLOOR. 



5X CHRYSOTILE ASBESTOS 



R-1UTC-25151 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 18" BEAM LOCATED OH THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 51ST 
FLOOR. 



5X CHRYSOTILE ASBESTOS 



R-1UTC-Z5152 FLUFFY SPRAYEO OM IMSULAT IOM MATERIAL FROM A 18" BEAM LOCATED OH THE 

SOUTH UEST CORNER OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 
59TH FLOOR. 



5% CHRYSOTILE ASBESTOS 



R-1UTC-25153 FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 18" BEAM LOCATED ON THE 

UEST UALL OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 57TH FLOOR. 



2X CHRYSOTILE ASBESTOS 



R-1UTC-25154 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 16 M BEAM LOCATED ON THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 54TH FLOOR. 



10X CHRYSOTILE ASBESTOS 



R-1UTC-25155 FLUFFY SPRAYEO OH INSULATION MATERIAL FROM A 18" COLUMN LOCATED OH THE 

SOUTH UEST CORNER OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 
5 3RD FLOOR. 



2X CHRYSOTILE ASBESTOS 



R-1UTC-25156 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 16" BEAM LOCATED OH THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 5 1ST 
FLOOR. 



10X CHRYSOTILE ASBESTOS 



R-1UTC-2S157 FLUFFY SPRAYED OH I USUI AT 10* MATERIAL FROM A 20" BEAM LOCATED OH THE 

EAST UALL OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 49TH FLOOR. 



5X CHRYSOTILE ASBESTOS 



DRAFT COPY ISSUED QS/U/92 



POUT AUTHORITY OF NY 1 NJ 
ASBESTOS MANAGEMENT QIVISIOH 
SAMPLE LOCATIONS 



REPORT 0 0 
SURVEY 0 025 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 43-61 



SAMPLE. 
NUMBER 

R-1UTC-2515B 



LOCATION 

FLUFFY SPRAYED OM INSULATION HATER I AL FROM A IS" 8£AH LOCATED OH THE 
WEST WALL Of THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF THE 477H FLOOR. 



RESULT 

5X CHRYSOT HE ASBESTOS 



R-1UTC-25159 FLUFFY SPRAYED OH INSULA! IOH MATERIAL f ROM A 18" COLUMN LOCATED OH THE 

SOUTH WEST CORNER UALl OF THE ELEVATOR SHAFT FOR CAR 61 AT THE TOP OF 
45TH f LOOS. 



5X CKRYSOT ILE ASBESTOS 



R-1UTC-2566* FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM AN 20" COLUMN LOCATED ON THE 

SOUTH UEST CORNER OF THE ELEVATOR SHAFT, FOR CAR 62 AT THE TOP OF THE 
45 TH FLOOR. 



25X CKRYSOT ILE ASBESTOS 



R-1UTC-25665 ' FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM AN 16" BEAM LOCATED ON THE 
SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 62 AT THE TOP OF THE 48TH 
FLOOR. 



2SX CHRVSOTILE A5BESTOS 



R-1UTC-Z5666 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM AN 8" BEAM LOCATED ON THE 

EAST SIOE OF THE ELEVATOR SHAFT FOR CAR 62 AT THE TOP OF THE 51ST FLOOR , 



25X CHRYSOT ILE ASBESTOS 



R-WTC-Z5667 FLUFFY FIREPROOFINC KATE RIAL COLLECIEO FROM AN 16" BEAM LOCATED ON THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 62 AT THE TOP OF THE 54TH FLOOR. 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-25668 FLUFFY FIREPROOF INC MATERIAL COLLECTED FROM AN 16" BEAM LOCATED ON THE 

WORTH SIDE OF THE ELEVETOR SHAFT FOR CAR 62 AT THE TOP OF THE 57TH 
FLOOR. 



25X CHRYSOTUE ASBESTOS 



R-1UTC-2S669 FLUFFY FIREPROOFINC MATERIAL COLLECTED FROM AN 20" COLUMN LOCATED ON THE 

SOUTH UEST CORNER OF THE ELEVATOR SHAFT FOR CAR 62 AT THE TOP OF THE 
59TH FLOOR. 



2SX CKRYSOT ILE ASBESTOS 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY Of MY & HJ 
ASBESTOS HAHAGEKEHT DIVISION 
SAMPLE LOCATIONS 



REPORT « o 
SURVEY 0 026 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILOIKG: 1 
FLOOR: 44-69 



SAMPLE 
NUMBER 

fi-IUTC-25103 



LOCATION 

FLUFFY SPRAYED ON INSULATION MATERIAL FROM A 38" COLUMN LOCATED ON THE 
SOUTHWEST CORKER Of THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 67TH 
FLOOft. 



RESULT 

WON ASBESTOS 



R-1WTC-25104 FLUFFY SPRAYED OH INSULATION MATERIAL FROM AN 18" BEAM LOCATED OH THE 

EAST WALL OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 6STH FLOOR. 



NON ASBESTOS 



P.-1UIC-25105 FLUFFY SPRAYED OH USUI Ml OH MATERIAL FROM AH T8" BEAM LOCATED OM THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 63TK 
FLOOR. 



5X CHRYSOT ILE ASBESTOS 



R-1UTC-25106 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 24" BEAK LOCATED OH THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 61ST FLOOR. 



51 CHRYSOT ILE ASBESTOS 



R-1UTC-25107 FLUFFY SPRAYED ON INSULATION HATERIAL FROM A 38" COLUMN LOCATED ON THE 

SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 59TH 
FLOOR. 



NON ASBESTOS 



R-1WTC-2S108 FLUFFY SPRAYED ON INSULATION MATERIAL FROM AN 18" BEAM LOCATED ON THE 

EAST WALL Of THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 58TH FLOOR. 



5X CHRYSOT ILE ASBESTOS 



R-1UTC-25109 FLUFFY SPRAYEO OM INSULATION HATERIAL FROM AN 18" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 56TH 
FLOOR . 



5X CHRYSOT ILE ASBESTOS 



R-1WTC-25110 FLUFFY SPRAYED OH INSULATION MATERIAL FROM A 38" COLUMN LOCATED OM THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 54TH 
FLOOR. 



5t CHRYSOT ILE ASBESTOS 



R-1WIC-25111 FLUFFY SPRAYEO ON INSULATION MATERIAL FROM A 24" BEAK LOCATED OH THE 

WEST WALL OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE SOTH FLOOR. 



5X CHRYSOT ILE ASBESTOS 



R-1UIC-2S112 FLUFFY SPRAYED OH INSULATION MATERIAL FROM AH 18" BEAM LOCATED OH THE 

EAST WALL OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE <8TH FLOOR. 



SX CHRYSOT ILE ASBESTOS 



R-1UTC-25U3 FLUFFY SPRAYED OH INSULATION HATERIAL FROM AH 18* BEAK LOCATED OH THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 64 AT THE TOP OF THE 46TH 
FLOOR. 



10X CHRYSOT ILE ASBESTOS 



R-IWTC-251U FLUFFY SPRAT ED OH INSULATION MATERIAL FROM A 38" COLUMN LOCATED OH THE 

SOUTHWEST CORNER OF THE ELEVATOR SHAFT FOR CAR 66 AT IKE TOP OF THE 44IH 
f LOQR . 



2% CHRYSOT ILE ASBESTOS 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHORITY OF NY I NJ 
ASBESTOS MANAGEMENT QIVISION 
SAMPLE LCCAT10HS 



REPORT 0 
SURVEY * 



026 



FACILITY: UCBLD TRADE CEHTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR : U-69 



SAMPLE 
NUMBER 

R-1UTC-25698 



LOCATION RESULT 

FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A IS" BEAM LOCATED ON THE HON ASBESTOS 

WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 4STH FLOOR. 



R-1UTC-2569? FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 35- COLUMN LOCATED ON THE 

SOUTHUEST CORNER Of 1HE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE t8TH 
FLOOR. 

R-1UTC-25700 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE Of THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 5 1ST 
FLOOR. 



1-3X CHSYSOTILE ASBESTOS 



251 CHSYSOTILE ASBESTOS 



R-tUTC-25701 f LUf FY H REPROOF IMG MATERIAL COLLECTED FROM AN 8" BEAM LOCATEO OH THE 

CAST SI0E OF THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 54 TH FLOOR. 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-2S702 FLUFFY FIREPROOFING MATERIAL COLLECTED FROM A 15" BEAM LOCATED ON THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 57TH FLOOR. 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-2S703 FLUFFY F [REPROOFING MATERIAL COLLECTED FROM A 35" COLUHN LOCATED ON THE 

SOUTHUEST CORNER OF THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 60TK 
FLOOR. 



25X CHRYSOT ILE ASBESTOS 



R-1UTC-257M FLUFFY F I REPROOF I NG MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 63R0 
FLOOR. 



51 CHRYSOT ILE ASBESTOS 



R-tUTC-25705 FLUFFY ft REPROOFING MATERIAL COLLECTED FROM AN f BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 63 AT THE TOP OF THE 66TH 
FLOOR. 



5X CHRYSOT ILE ASBESTOS 



DRAFT COPY ISSUED OS/H/92 



PORT AUTHOR I TY OF HT I NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY M 027 



FACILITY: UORLO TRAOE CENTER 

LOCATION: 

AREA OESCR1P1 I OH : 



BUILDING: 1 
FLOOR: 



SA MPLE 
NUMBER 

R-1UTC-25115 
R-1UTC-25116 



LOCATION 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
OH THE WEST WALL OF ELEVATOR SHAFT FOR CAR # 66, TOP OF 67TH FLOOR 

FLUFFY 5PRAYE0 OH INSULATION MATERIAL COLLECTED FROM A 16" BEAH LOCATED 
OH THE NORTH WALL OF ELEVATOR SHAFT FOR CAR * 68, TOP OF 65TH FLOOR 



B-1UTC-25H7 FLUFFY SPRAYED OH IHSULAT10H MATERIAL. COLLECTED FROM A 20" BEAH LOCATED 

OH THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR f 66, TOP OF 62H0 FLOOR 

R-1UTC-25118 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20 M COLUMN 

LOCATED ON THE S/E CORNER OF ELEVATOR SHAFT FOR CAR * 68, TOP OF 60 TH 
FLOOR 

R-1UTC-25119 FLUFFY SPRAYEO ON INSULATION HATER1AL COLLECTED FROM A 12" BEAM LOCATED 

OH THE UEST UALL OF ELEVATOR SHAFT FOR CAR # 68, TOP OF 58TK FLOOR 

, R-1UTC-25120 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 68, TOP OF 56TH FLOOR 

R-1UTC-25121 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20" COLUMN 

LOtVJED OH IHt S/t CORNER OF EVEMMOft SHAFT TOR CAR I 68, TOP OF 
FLOOR 



RESULT 

5X CHRYSOT I LE ASBESTOS 
2X CHRYSOT ILE ASBESTOS 
5X CHRYSOT ILE ASBESTOS 
5X CHRYSOT ILE ASBESTOS 

5% CHRYSOT ILE ASBESTOS 
SX CHRYSOT ILE ASBESTOS 
5X CHRYSOTILE ASBESTOS 



R-1UTC-25122 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20" BEAM LOCATED 

ON THE SOUTH SIOE OF ELEVATOR SHAFT FOR CAR M 68, TOP OF 5 2 HO FLOOR 

R-1UTC-25123 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

ON THE UEST UALL OF ELEVATOR SHAFT FOR CAR 0 66, TOP OF 50TH FLOOR 

R-1UTC-Z5124 FLUFFY SPRAYED OM INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR # 68, TOP OF 48TH FLOOR 

R-1UTC-2512S FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20" BEAM LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 68, TOP OF 46TH FLOOR 

R-1UTC-25126 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 20" COLUMN 

LOCATED OH THE S/E COR HER Of ELEVATOR SHAFT FOR CAR I 68, TOP OF 1.5 TH 
FLOOR 



R-1UTC-25127 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 21- BEAH LOCATED 

OH THE VEST UALL OF ELEVATOR SHAFT FOR CAR f 66, TOP OF 67TH FLOOR 



SX CHRYSOTILE ASBESTOS 



SX CHRYSOTILE ASBESTOS 



5X CHRYSOTILE ASBESTOS 



SX CHRYSOTILE ASBESTOS 



5% CHRYSOTILE ASBESTOS 



10X CHRYSOTILE ASBESTOS 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHOR ITT OF MY I NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 0 
SURVEY * 027 



FACILITY: UOfiLD TRAOE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 43-6S 



SAMPLE 

NUMBER LOCATION 

R-1UTC-25126 FLUFFY SPRAYEO OH INSULATION MATERIAL COLLECTED FROM A 13" FLANGE, OH 

THE N/U CORNER OF ELEVATOR SHAFT FOR CAR * 66, TOP OF 64TH FLOOR 

R-1UTC-25129 FLUFFY SPRAYEO ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE WEST UALL OF ELEVATOR SHAFT FOR CAR * 66, TOP OF 61ST FLOOR 

R-1UTC-25130 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 13" FLANGE, ON 

THE N/U CORNER OF ELEVATOR SHAFT FOR CAR f 66, TOP OF 5BTH FLOOR 

R-1UTC-25131 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM AN 18" BEAM LOCATED 

ON THE UEST UALL OF ELEVATOR SHAFT FOR CAR f 66, TOP OF S4TH FLOOR 

R-1UTC-25132 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A IV FLANGE, ON 

THE N/U CORNER OF ELEVATOR SHAFT FOR CAR t 66, TOP OF 51ST FLOOR 

R-1UTC-25133 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM AH 1ft" BEAM LOCATED 

, ON THE UEST UALL OF ELEVATOR SHAFT FOR CAR M 66, TOP OF <BTH FLOOR 

R-1UTC-25134 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 13 u FLANGE, ON 

THE N/U CORNER OF ELEVATOR SHAFT FOR CAR # 66, TOP OF 45TH FLOOR 

R-1WTC-2S135 FLUFFY FALLOUT MATERIAL COLLECTED FROM TOP OF CAR * 66 

R-TUTC-25136 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" COLUMN 

LOCATED ON THE S/E CORNER OF THE ELEVATOR SHAFT FOR CAR * 67, TOP OF 
671 H FLOOR 



RESULT 

5X CHRTSOTILE ASBESTOS 

5X CHRTSOTILE ASBESTOS 

5X CHRTSOTILE ASBESTOS 

3X CHRTSOTILE ASBESTOS 

3X CHRTSOTILE ASBESTOS 

5X CHRTSOTILE ASBESTOS 

5X CHRTSOTILE ASBESTOS 

21 CHRYSOTILE ASBESTOS 
5X CHRYSOTILE ASBESTOS 



R-1UTC-25137 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE VEST UALL OF THE ELEVATOR SHAFT FOR CAR f 67, TOP OF 641H FLOOR 

R-1VTC-25138 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" COLUMN 

LOCATED ON THE S/E CORNER OF THE ELEVATOR SHAFT FOR CAR tf 67, TOP OF 
61ST FLOOR 



SX CHRTSOTILE ASBESTOS 



5X CHRTSOTILE ASBESTOS 



R-1UTC-25139 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM AN 18" SEAM LOCATED 

ON THE UEST UALL OF THE ELEVATOR SHAFT FOR CAR # 67. TOP OF S9TH FLOOR 



HON ASBESTOS 



R-1UTC-25UQ FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE SOUTH SIO£ OF THE ELEVATOR SHAFT FOR CAR * 67. TOP Of 57TH FLOOR 



SX CHRYSOTILE ASBESTOS 



DRAFT COPT ISSUED 0SVU/P2 PORT AUTHORITY OF NT I NJ 

ASBESTOS HANAGEHEHT DIVISION 
SAMPLE LOCATIONS 

FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



SAMPLE 
NUMBER 



LOCATION 



R-1UTC-25172 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 19 M COLUMN 

LOCATED ON THE S/U CORNER OF ELEVATOR SHAFT FOR CAR # 70, TOP OF 61ST 
FLOOR 

R-TUTC-25173 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM AN 18" BEAM LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR # 70, TOP OF 57TH FLOOR 

R-1UTC-25174 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A K" BEAM LOCATED 

OH THE EAST UAL I OF ELEVATOR SHAFT, FOR CAR « 70, TOP OF 53RD FLOOR 

R-1UTC-25175 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR * 70, TOP OF 49TH FLOOR 

R-1UTC-25176 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 19" COLUMN 

LOCATED ON THE S/U CORNER OF ELEVATOR SHAFT FOR CAR IV 70, TOP OF WTH 
FLOOR 

I 

R-1UTC-25177 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A K" BEAM LOCATED 

ON THE WEST UALL OF ELEVATOR SHAFT , FOR CAR M 71, TOP OF 74TH FLOOR 

R-1UTC-2517S FLUFFY SPRAYED ON IHSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

OH THE EAST UALL OF ELEVATOR SHAFT , FOR CAR # 71, TOP OF 68TK FLOOR 

R-1UTC-25179 FLUFFY SPRAYEO ON IHSULATION MATERIAL COLLECTED FROM A 14" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT, FOR CAR * 71, TOP OF 63R0 FLOOR 

R-1UTC-25180 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A U" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT, FOR CAR » 71, TOP OF 58TH FLOOR 

R-1UTC-251B1 FLUFFY SPRAYED ON IHSULATION MATERIAL COLLECTED FROM A 14" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT , FOR CAR * 71, TOP OF 52ND FLOOR 

R-1UTC-25182 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 14" BEAM LOCATED 

OH THE EAST UALL OF ELEVATOR SHAFT , FOR CAR #71, TOP OF 46TH FLOOR 



R-1UTC-25183 



FLUFFY FALLOUT INSULATION MATERIAL COLLECTED FROM TOP OF CAR C 71 



REPORT 0 0 
SURVEY 0 028 



BUILDING: 1 
FLOOR: 43-7C 

RESULT 

HON ASBESTOS 
HOW ASBESTOS 



HON ASBESTOS 



HON ASBESTOS 



NOH ASBESTOS 



HON ASBESTOS 



NON ASBESTOS 



HON ASBESTOS 



NON ASBESTOS 



NON ASBESTOS 



HON ASBESTOS 



NON ASBESTOS 



A 



ORAFT COPY ISSUED 05/U/92 



POST AUTHORITY Of NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT ff 0 
SURVEY ff 029 



tAClLiTY: WORLD TRADE CEU1ER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR : 43-71 



SAMPLE 
NUMBER 

H-1UTC-251M 
R-1UTC-25135 
R-TUTC-25Tfl6 
R-1UTC-25187 



R-1UTC-25194 



R-1VTC-25195 



R-1tfTC*2SW6 



LOCATION 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 
ON S/E CORNER OF ELEVATOR SHAFT, FOR CAR ff 74, TOP OF 74TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
ON NORTH SIOE OF ELEVATOR SHAFT, FOR CAR ff 74, TOP OF 70TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM AN 8" BEAM LOCATEO 
ON WEST WALL OF ELEVATOR SHAFT, FOR CAR « 74, TOP OF 66TH FLOOR 

FLUFFY SPRAYED OH IHSULATIOX HATER I AL COLLECTED FROM A 16" SEAM LOCATED 
ON SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR ff 74, TOP OF 62 NO FLOOR 



R-1WTC-2S1U FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16"C0LUHN LOCATEO 

ON NORTH SIDE OF ELEVATOR SHAFT, FOR CAR ff 74, TOP OF SSTK FLOOR 

R-ll/TC-25189 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

| ON NORTH SIDE OF ELEVATOR SHAFT , FOR CAR ff 74, TOP OF 54TH FLOOR 

R-1UTC-25190 FLUFFY SPRATED ON INSULATION MATERIAL COLLECTED FROM AN 8" BEAM LOCATED 

ON WEST WALL OF ELEVATOR SHAFT, FOR CAR * 74, TOP OF 50TH FLOOR 

R-1UTC-25191 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR ff 74, TOP OF 46TH FLOOR 

t-IUTC-25192 FLUFFY FALLOUT MATERIAL COLLECTED FROM TOP OF CAR ff 74 

R-ltfTC-25193 FLUFFY SPRAYED ON INSULATION MATERIA*— COLLECTED FROM A 36" COLUMN 

LOCATED ON THE S/E CORNER Of ELEVATOR SHAFT FOR CAR ff 73, TOP OF 73RD 
FLOOR 



R-1UTC-25197 



FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
ON THE UCST WALL OF ELEVATOR SHAFT, FOR CAR * 73, TOP OF 69TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 36 M COLUMN 
LOCATED ON THE S/E CORNER OF ELEVATOR SHAFT FOR CAR * 73, TOP OF 65TH 
FLOOR 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 12- BEAM LOCATED 
ON THE UEST WALL OF ELEVATOR SHAFT, FOR CAR « 73, TOP Of S9TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 36" COLUMN 
LOCATED ON THE S/E CORNER OF ELEVATOR SHAFT FOR CAR f 73, TOP OF SSTN 
FLOOR 



RESULT 

30X CHRYSOTILE ASBESTOS 

20X CHRYSOTILE ASBESTOS 

1SX CHRYSOTILE ASBESTOS 

151 CHRYSOTILE ASBESTOS 

20X CHRYSOTILE ASBESTOS 

15X CHRYSOTILE ASBESTOS 

302 CHRYSOTILE ASBESTOS 

2 OX CHRYSOTILE ASBESTOS 

151 CHRYSOTILE ASBESTOS 
3SX CHRYSOTILE ASBESTOS 

1SX CHRYSOTILE ASBESTOS 
2SX CHRYSOTILE ASBESTOS 

25% CHRYSOTILE ASBESTOS 
20X CHRYSOTILE ASBESTOS 



DRAFT COPT ISSUED 05/U/P2 



PORT AUTHORITY OF NT & HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 o 
SURVEY * 029 



FACILITY: UORLO TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILOING: 1 
FLOOR : 43-74 



SAHPLE 
NUMBER 

R-1UTC-2S198 



LOCATION 

FLUFFY SPRAYED ON INSULATION 
ON THE VEST WALL OF ELEVATOR 



HATER I AL COLLECTED FROM A 12" BEAM LOCATED 
SHAFT, FOR CAR * 73, TOP OF 48TH FLOOR 



RESULT 

25X CHRYSOTILE ASBESTOS 



R-1VTC-25199 FLUFFY SPRAYED ON INSULATION 

LOCATED ON THE S/E CORNER OF 
FLOOR 



MATERIAL COLLECTED FROM A 36" COLUMN 
ELEVATOR SHAFT FOR CAR * 73, TOP OF 44TH 



30Z CHRYSOTILE ASBESTOS 



R-1UTC-26000 FLUFFY SPRAYED OH INSULATION 

ON THE WEST UALL OF ELEVATOR 



MATERIAL COLLECTED FROM A 16** BEAM LOCATED 
SHAFT, FOR CAR # 72, TOP OF 74TH FLOOR 



15X CHRYSOTILE ASBESTOS 



R-1UTC-26O01 FLUFFY SPRAYED ON INSULATION 

ON THE UEST UALL OF ELEVATOR 



MATERIAL COLLECTED FROM A 12" BEAN LOCATED 
SHAFT, FOR CAR * 72. TOP OF 68TH FLOOR 



20X CHRYSOTILE ASBESTOS 



R-1U7C-26002 FLUFFY SPRAYED ON INSULATION 

ON THE UEST UALL OF ELEVATOR 

-26003 FLUFFY SPRAYEO ON INSULATION 

ON THE VEST UALL OF ELEVATOR 



^R-IUTC 



HATER I AL COLLECTED FROM A S" BEAM LOCATED 
SHAFT , FOR CAR * 72, TOP OF 64TH FLOOR 

MATERIAL COLLECTED FROM A 5" BEAM LOCATED 
SHAFT, FOR CAR tt 72, TOP OF 56TH FLOOR 



15X CHRYSOTILE ASBESTOS 



201 CHRYSOTILE ASBESTOS 



R-1UTC-26004 FLUFFY SPRAYEO ON INSULATION 

OM THE UEST UALL OF ELEVATOR 



MATERIAL COLLECTED FROM A 5 H BEAM LOCATED 
SHAFT, FOR CAR « 72, TOP OF S1ST FLOOR 



25X CHRYSOTILE ASBESTOS 



R-1UTC-26005 FLUFFY SPRAYED ON INSULATION 

ON THE UEST UALL OF ELEVATOR 



MATERIAL COLLECTED FROM A 5" BEAM LOCATED 
SHAFT, FOR CAR # 72, TOP OF 45TH FLOOR 



20X CHRYSOTILE ASBESTOS 



DRAFT COPt ISSUED 05/U/92 



PORT AUTHORITY OF MY I Hj 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT fl 
SURVEY « 



0 

030 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 78-86 



SAHPLE 
NUMBER 

R-1UTC-2S399 



LOCATION 

PLASTER LIKE INSULATION MATERIAL COLLECTED f ROM A 16" BEAM LOCATED ON 
THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR M 77, TOP OF 791 ti FLOOR 



RESULT 

NON ASBESTOS 



R-1UTC-25400 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON NON ASBESTOS 

THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR # 77, TOP OF &2ND FLOOR 

R-TUTC-25C01 PLASTER LIKE INSULATION MATERIAL. COLLECTED FROM A IS" COLUMN LOCATED ON HON ASBESTOS 

THE U/E CORNER OF ELEVATOR SHAFT, FOR CAR # 77, TOP OF 85TK FLOOR 

R-1UTC-25402 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 16" COLUMN LOCATED OH NON ASBESTOS 

THE N/E CORNER OF ELEVATOR SHAFT, FOR CAR # 76, TOP OF 79TH FLOOR 

R-1UTC-2S403 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON NON ASBESTOS 

THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAS # 76, TOP OF 81ST FLOOR 

R-1UTC-25404 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH KOU ASBESTOS 

THE UEST SIDE OF ELEVATOR SHAFT, FOR CAR # 76, TOP OF 8ATH FLOOR 

R-1UTC-25405 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM AN 8" BEAM LOCATED ON NON ASBESTOS 

THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR # 75, TOP OF BOTH FLOOR 

R-1UTC-2S406 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED ON NON ASBESTOS 

THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR * 75, TOP OF 83 RD FLOOR 

R-1UTC-25407 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED UOH ASBESTOS 

ON THE UEST SIDE OF ELEVATOR SHAFT, FOR CAR ff 75, TOP OF 86 TH FLOOR 

R-1UTC-25408 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16 M BEAM LOCATED NON ASBESTOS 

ON THE H/U CORNER OF ELEVATOR SHAFT, FOR CAR K 75, TOP OF 66TH FLOOR 



DRAFT COPT ISSUED OS/U/92 



PORT AUTHORITY Of NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * o 
SURVEY * 031 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 77-80 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-2S308 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 17" COLUMN 

LOCATEO ON THE H/U CORNER OF ELEVATOR SHAFT FOR CAR # 7«, TOP OF 781 H 
FLOOR. 



HON ASBESTOS 



R-1UTC-253Q9 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 16" BEAM LOCATED 

ON THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR * 78, TOP OF 80TH FLOOR 



NOW ASBESTOS 



R-1UTC-2S310 FLUFFY SPRAYEO ON INSULATION MATERIAL COLLECTED FROM AN 8" BEAM LOCATED 

ON THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR « 78, TOP OF 82ND FLOOR 



HON ASBESTOS 



R-1UTC-25311 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH THE SOUTH SIDE Of ELEVATOR SHAFT, fOR CAR i 78, TOP OF BATH FLOOR 



NOH ASBESTOS 



R-1UTC-25312 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 17" COLUMN 

LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT FOR CAR * 78, TOP OF 86TH 
FLOOR 



NON ASBESTOS 



R-1UTC-2S313 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 16" COLUMN 

LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT FOR CAR * 79, TOP OF 78TH 
FLOOR 



HON ASBESTOS 



R-1U1C-253U FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR * 79, TOP OF 79TH FLOOR 



NOH ASBESTOS 



R-1UTC-25315 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

ON THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR 0 79, TOP OF 81ST FLOOR 



NON ASBESTOS 



I-1UTC-25316 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTEO FROM A 16" COLUMN 

LOCATED OH THE N/U CORNER OF ELEVATOR SHAFT FOR CAR M 79, TOP OF 83 RD 
FLOOR 



NON ASBESTOS 



R-1UTC-25317 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR # 79, TOP OF 85TH FLOOR 



HON ASBESTOS 



R-UnC-253tS CEKENTtTlOUS INSULATION MATERIAL COLLECTEO FROM AN 6" BEAM LOCATED OH TK 

SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR * SO, TOP OF 79TH FLOOR 



HON ASBESTOS 



R-IUTC-25319 CEMEHTITIOUS OUTER LAYER INSULATION MATERIAL COLLECTED FROM A 12" BEAM 

LOCATED ON THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR * 60, TOP OF 80TH 
FLOOR 



NON ASBESTOS 



DRAFT CQPt ISSUED OS/K/^Z 



PORT AUTHOR ITT OF HY 1 NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f Q 
SURVEY * 031 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 77-30 



SAMPLE 
NUHBER 

R-1UTC-25320 
R-IUTC-25321 



LOCATION RESULT 

FLUFFY INNER LAYER INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATEO NON ASBESTOS 

ON THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR « 80, TOP OF BOTH FLOOR 

CEHEHTITIOUS OUTER LATER OF INSULATION MATERIAL COLLECTED FROM AH 8" NON ASBESTOS 

SEAM LOCATEO ON THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR M 80, TOP OF 
62MD FLOOR 



R*1UTC-25322 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM AH 8" BEAM 

LOCATED OH THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR * 80, TOP OF 82ND 
FLOOR 



NON ASBESTOS 



R-1UTC-25323 HUFFY SPRAYED OH INSULATION MATERIAL. COLLECTED FROM A 12* BEAM LOCATED 

OK THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR * 80, TOP OF WTH FLOOR 

R-1UTC-25324 FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM AN 8" BEAM LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR * 80, TOP OF 8STH FLOOR 



NON ASBESTOS 



HON ASBESTOS 



DRAFT COPY ISSUED 05/14/92 



PORT AUTHOR ITT Qf HT ft HJ 
ASBESTOS MANAGEMENT PIVtSIOH 
SAMPLE LOCATIONS 



REPORT 0 0 
SURVEY 0 032 



FACILITY: UORLD 1RA0E CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUJL01NG: 1 
FLOOR: 77-94 



SAMPLE 
NUMBER 

R-1UTC-2S32S 



LOCATION RESULT 

PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 14" COLUMN LOCATED OH WON ASBESTOS 

THE H/U CORNER OF ELEVATOR SHAFT, FOR CAR ff 63, TOP OF 78TH FLOOR 



R-1UTC-25326 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH 

THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR # S3, TOP OF BIST FLOOR 



NON ASBESTOS 



R-1UTC-25327 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 15- BEAM LOCATED OH 

THE WEST SIDE OF ELEVATOR SHAFT, FOR CAR I 55, TOP OF &41H FLOOR 



NON ASBESTOS 



R-1UTC-25328 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM AH 8" SEAM LOCATEO ON 

THE EAST SIDE'OF ELEVATOR SHAFT , FOR CAR * 83, TOP OF 87TH FLOOR 



NOW ASBESTOS 



R-1UTC-25329 PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A 16" BEAM LOCATEO OH 

THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR * 03, TOP OF 90TH FLOOR 



ROM ASBESTOS 



ft-IUTC-25330 PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A K" COLUMN LOCATED OH 

I THE H/U CORNER OF ELEVATOR SHAFT, FOR CAR * 83, TOP OF 93RD FLOOR 



NOK ASBESTOS 



R-1UTC-25331 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR * 82, TOP OF 79TH FLOOR 



HON ASBESTOS 



R-1UIC-25332 PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A 17" COLUMN LOCATED ON 

I HE N/U CORHER OF ELEVATOR SHAFT , FOR CAR 0 82, TOP OF 82HD FLOOR 

R-1UTC-25333 PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A 15" BEAM LOCATEO ON 

THE UEST SIDE OF ELEVATOR SHAFT, FOR CAR # 82, TOP OF S5TH FLOOR 



NON ASBESTOS 



HON ASBESTOS 



R-1UTC-25334 PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH 

THE EAST SIDE Of ELEVATOR SHAFT, FOR CAR 0 82, TOP OF 88TH FLOOR 



NOH ASBESTOS 



R-1UTC-2533S PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE HORTK SIDE OF ELEVATOR SHAFT, FOR CAR f 82, TOP OF 91ST FLOOR 

R-1UTC-25336 PLASTER LIKE IHSULATIOH MATERIAL COLLECTED FROM A 17 "COLUMH LOCATED OH 

THE N/U CORHER OF ELEVATOR SHAFT, FOR CAR * 82, TOP OF 93 RD FLOOR 



NON ASBESTOS 



NON ASBESTOS 



R-1UTC-25409 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED OH 

THE UEST SIDE OF ELEVATOR SHAFT, FOR CAR 0 81, TOP OF 79TH FLOOR 



NOH ASBESTOS 



R-1UTC-25&10 PLASTER LIKE IHSULATIOH MATERIAL COLLECTEO FROM AH 18" BEAM LOCATED OH 

THE SOUTH SIDE OF ELEVATOR 5HAFT, FOR CAR 0 81, TOP OF BIST FLOOR 



HON ASBESTOS 



ORAM COPY ISSUED 05/U/92 



PORT AUTHORITY Of HT t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY • 032 



FACILITY: UORID TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR : 77-94 



SAHPLE 

NUMBER LOCATION 

R-ll/TC-25411 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM AM 8" SEAM LOCATED 

OH THE SOUTH SlOE OF ELEVATOR SHAFT. FOR CAR * 81 , TOP OF 81ST FLOOR 

R-1UTC-25412 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED ON 

THE WEST SIDE OF ELEVATOR SHAFT, FOR CAR * 81, TOP OF 84TH FLOOR 

R-1UTC-2S413 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED 

ON THE WEST SIDE OF ELEVATOR SHAFT, FOR CAR * 81, TOP OF &4TH FLOOR 

R-1UTC-254U PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 12" 8EAM LOCATED ON 

THE EAST SIDE OF ELEVATOR SHAFT, FOR CAR # 81, TOP OF 681 H FLOOR 

R-1UTC-25M5 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM AN 8* BEAM LOCATED ON 

THE UEST SIDE OF ELEVATOR SHAFT, FOR CAR 9 81, TOP OF 91ST FLOOR 

R-1UTC-25416 PLASTER LIKE INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED ON 

| THE UEST SIPE OF ELEVATOR SHAFT, FOR CAR * 81, TOP OF 93RO FLOOR 

R-1UTC-25417 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" BEAM LOCATED 

ON THE UEST SIDE OF ELEVATOR SHAFT , FOR CAR M 81, TOP OF 93RD FLOOR 



RESULT 

HON ASBESTOS 
NOW ASBESTOS 
NOW ASBESTOS 
NON ASBESTOS 
HON ASBESTOS 
HON ASBESTOS 
21 CHRTSOTILE ASBESTOS 



DRAFT COPY ISSUED 05/14/92 



FACILITY: UORID TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



PORT AUTHORITY OF NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY # 033 



BUILDING: 1 
FLOOR: 78-93 



SAMPLE 
HUMBF.R 

R-1UIC-25418 

B-1UTC-25419 
R-1UTC-25420 
R-1UTC-25421 

R-1UTC-25422 
K-1UTC-25423 

R-1UTC-25424 
R-1UK-2S425 



LOCATION 

FlUFFT SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" COLUMN 
LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOR CAR * 64, TOP OF 79TH 
FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" SEAM LOCATED 
ON THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR # 64, TOP OF 62HD FLOOR 

FLUFFT SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
ON THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR # 64, TOP OF 85TH FLOOR 

FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 16" COLUMN 
LOCATED OH THE N/E CORNER OF ELEVATOR SHAFT FOR CAR • 64, TOP OF 6BTH 
FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED 
OH THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR # 64. TOP OF 92N0 FLOOR 

FLUFFY SPRAYED OH INSULATION MATERIAL COLIECTEO FROM A 16" COLUMN 
LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOR CAR * 85, TOP OF 80TH 
FLOOR 

FLUFFY SPRAYED OH INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 
OH THE WEST SIOE OF ELEVATOR SHAFT, FOR CAR * 65, TOP OF 64TH FLOOR 

FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 16" COLUMN 
LOCATED ON THE N/E COS NEK OF ELEVATOR SHAFT FOR CAR * 65, TOP OF S9TH 
FLOOR 



RESULT 

<1X CKRrSOTILE ASBESTOS 

HON ASBESTOS 
HOW ASBESTOS 



NOU ASBESTOS 



HON ASBESTOS 



HON ASBESTOS 



HOW ASBESTOS 



HON ASBESTOS 



R-1UTC-2S426 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM AN 16" BEAM LOCATED NOW ASBESTOS 

ON THE NORTH SIDE OF ELEVATOR SHAFT, FOR CAR * 85, TOP OF 93RD FLOOR 

*-lUTC-254Z7 FLUFFY SPRAYED ON INSULATION MATERIAL. COLLECTED FROM A 12" BEAM LOCATED HON ASBESTOS 

ON THE UEST SIDE OF ELEVATOR SHAFT, FOR CAR * 66, TOP OF 81ST FLOOR 

R-1VTC-2S426 FLUFFT SPRAYED OH INSULATION MATERIAL COLLECTED FROM AN 6" BEAM LOCATED HON ASBESTOS 

OK THE SOUTH SIDE OF ELEVATOR SHAFT , FOR CAR 1 66, TOP OF 90TH FLOOR 



N OTE: The syetool *■<" means: Less thin. "TRACE" means a barely perceivable aamrtt of asbestos that is l«s than the USEPA 
for asbestos. 



DRAFT COPT ISSUEO 05/U/92 



PORT AUTHOR ITT Of HY t UJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT tt 0 
SURVEY » 03t 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 77-101 



SAHPLE 
NUMBER 

R-1UTC-2524B 



LOCATION 

CEHENTITIOUS 1N5ULAT ION MATERIAL COLLECTED FROM A 12" COLUMN LOCATED ON 
THE N/U CORNER OF ELEVATOR SHAFT, FOR CAR f 89, TOP OF 78TH FLOOR 



RESULT 



HON ASBESTOS 



R-1UTC-25249 CEHENTITIOUS INSULATION HATER I AL COLLECTED FROM A 16" BEAM LOCATEO OH 

THE NORTH UALL OF ELEVATOR SHAFT, FOR CAR * 89, TOP OF 62 ND FLOOR 



HON ASBESTOS 



R-1UTC-252S0 CEKEHTITIOUS OUTER LAYER INSULATION MATERIAL COLLECTED FROM 12 H COLUMN 

LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT, FOR CAR # 69, TOP OF 86TH 
FLOOR 



HON ASBESTOS 



R-1UTC-25251 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM 12" COLUMN 

LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT, FOR CAR # 89, TOP OF 86TH 
FLOOR 



HON ASBESTOS 



R-VJTC-25252 CEHEHT1TIOUS tNSULAT tOH MATERIAL COLLECTED FROM 16" BEAM LOCATED ON THE 

SOUTH UALL OF ELEVATOR SHAFT, FOR CAR # 89, TOP OF 89TH FLOOR 



UQU ASBESTOS 



R-1UTC-25253 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM 12" 

COLUMN LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT, FOR CAR # 89. TOP OF 
93RD FLOOR 



NON ASBESTOS 



R-1UTC-2525A FLUFFY INNER LAYER INSULATION MATERIAL COLLECTED FROM A 12 H COLUMN 

LOCATED ON N/U CORNER OF THE ELEVATOR SHAFT FOR CAR « 89 AT THE TOP OF 
THE 9 3RD FLOOR 



HON ASBESTOS 



R-1UTC-25255 CEHENTUIOUS INSULATION MATERIAL COLLECTED FROM A 16- BEAM LOCATED OH 

THE WEST SIDE OF ELEVATOR SHAFT FOR CAR * 89 AT THE TOP OF THE 96TH 
FLOOR 



NOW ASBESTOS 



R-1UTC-252S6 CEHENTITIOUS OUTER LAYER INSULATION MATERIAL COLLECTED FROM A 12" COLUMN 

LOCATEO OH THE N/U CORNER OF ELEVATOR SHAFT FOR CAR M 89 AT THE TOP OF 
100TK FLOOR 



NON ASBESTOS 



R-1UTC-25257 FLUFFY INNER LAYER INSULATION MATERIAL COLLECTED FROM A 12" COLUMN 

LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT FOR CAR * 89 AT THE TOP OF 
TOOTH FLOOR 



NON ASBESTOS 



R-1UTC-2S258 CEHENTITIOUS INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH 

THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 88 AT THE TOP OF BOTH FLOOR 



NON ASBESTOS 



R-1UTC-2S2S9 



CEHENTITIOUS INSULATION MATERIAL COLLECTED FROM A 12" COLUMN LOCATED ON 
THE N/U CORNER OF ELEVATOR SHAFT FOR CAR f 66 AT THE TOP OF 84TH FLOOR 



NON ASBESTOS 



DRAFT COPT ISSUED 05/14/92 



PORT AUTHOR ITT OF NT 1 NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 0 
SURVEY 0 034 



FACJLI It: WORLD 

LOCATION: 

AREA DESCRIPTION: 



TRADE CENTER 



BUILDING: 1 
FLOOR: 77-101 



SAMPLE 
NUHBER 

t-lUTC-25260 



LOCATION 

CEMENT IT10US OUTER LATER OF INSULATION MATERIAL COLLECTED FROM A 16" 
BEAM LOCATED ON THE NORTH SIDE OF ELELEVATOS SHAFT FOR CAR f 66 AT THE 
TOP Of S8TH FLOOR 



RESULT 

NOW ASBESTOS 



I-1UTC-25261 FLUFFY INNER LATER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED OH THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR $ 68 AT THE TOP OF 
68TK FLOOR 



HON ASBE5TOS 



I-1UTC2526Z CEMENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A U" 

BEAM LOCATED OH THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 86 AT THE TOP 
OF 92ND FLOOR 



NON ASBESTOS 



R-1UTC-25263 



"^R-1UTC-252M 



FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 14" BEAM 
LOCATED OH THE CAST SIDE Of ELEVATOR SHAFT FOR CAR f 66 AT THE TOP OF 
92HD FLOOR 

CEMENTITIOUS OUTER LATER OF INSULATION MATERIAL COLLECTED FROM A 12 M 
COLUMN LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT FOR CAR # 86 AT THE 
TOP OF 95TH FLOOR 



NON ASBESTOS 



NON ASBESTOS 



R-1VTC-252&5 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 12" COLUMN 

LOCATED OH THE H/U CORNER OF ELEVATOR SHAFT FOR CAR « 86 AT THE TOP OF 
95TH FLOOR 



NON ASBESTOS 



R-1UTC-25266 CEMENTITIOUS INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH NON ASBESTOS 

THE WEST SIDE OF ELEVATOR SHAFT FOR CAR * 66 AT THE TOP OF 99 TH FLOOR 

R-1UTC-25267 CEMENTITIOUS INSULATION MATERIAL COLLECTED FROM A 6" BEAM LOCATED ON THE "OH ASBESTOS 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR f 67 AT THE TOP OF 81ST FLOOR 



R-1UTC-25268 CEMENTITIOUS OUTER LATER OF INSULATION MATERIAL COLLECTED FROM AN 6" 

BEAM LOCATED ON THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR *87 AT THE TOP 
Of THE 66TH FLOOR 



HON ASBESTOS 



R-1UTC-25269 FLUFFY INNER LATER OF INSULATION MATERIAL COLLECTED FROM A 6" BEAM 

LOCATED ON THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR V 87 AT THE TOP OF 
86TH FLOOR 



HOH ASBESTOS 



R-1UTC-25270 CEMENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM AN U" 

BEAM LOCATED ON THE EAST SIOE OF ELEVATOR SHAFT FOR CAR #87 AT THE I OP 
OF THE 91ST FLOOR 



NON ASBESTOS 
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POST AUTHORITY OF NT 1 WJ 
ASBESTOS HAHAGEHEHT 01VISIOH 
SAHPIE LOCATIONS 



REPORT f 
SURVEY * 



03* 



FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 77- \Q\ 



LOCATION 

R-1UTC-25271 FLUFFY INNER LAYER OF INSULATION HATER I AL COLLECTED FROH A H" BEAM 

LOCATED OH THE EAST SIDE OF ELEVATOR SHAFT FOR CAR « 87 AT THE TOP OF 
91ST FLOOR 



RESULT 

WON ASBESTOS 



R-1UTC-25272 CEHEHTIT10US OF INSULATION HATER I AL COLLECTED FROM AN 12" BEAM LOCATED 

OH THE WEST SIDE OF ELEVATOR SHAFT FOR CAR #87 AT THE TOP OF THE 97TH 
FLOOR 



HON ASBESTOS 



\ 



DRAFT COPT ISSUED 05/14/92 



POST AUTHOR IT Y Of NY I HJ 
ASBESTOS MAHAGEHEHT DIVISION 
SAHPIE LOCATIONS 



REPORT * o 
SURVEr * 035 



FACILITY: WORLD TRADE CENTER 

LOCATION: BU1L0ING: 1 

AREA DESCRIPTION: FLOOR: 77-101 



SAMPLE 
NUMBER 

R-1UTC-2S273 



LOCATION RESULT 

CEHENTITIOUS OUTER LATER OF INSULATION MATERIAL COLLECTED FROM A 16" HON ASBESTOS 

BEAM LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP 
OF 79TH FLOOR 



R-1UTC-25274 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" COLUMN 

LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP OF 
79TH FLOOR 



NON ASBESTOS 



R-1UTC-25275 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED OH THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR # 90 AT THE TOP 
OF 82N0 FLOOR 



NON ASBESTOS 



R-1UTC-25276 FLUFFY INNER LATER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM NON ASBESTOS 

LOCATED OH THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP OF 
82ND FLOOR 

R-IUTC-25277 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 8" BEAM NON ASBESTOS 

LOCATED ON THE WEST SIDE OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP OF 
86TH FLOOR 



R-1UTC-25278 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 8" BEAM 

LOCATED ON THE UEST SIDE OF ELEVATOR SHAFT FOR CAR M 90 AT THE TOP OF 
86TH FLOOR 



NON ASBESTOS 



R-1UTC-25279 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

COLUMN LOCATED OH THE H/E CORNER OF ELEVATOR SHAFT FOR CAR ff 90 AT THE 
TOP OF THE B9TH FLOOR 



NON ASBESTOS 



R-1UTC-25260 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16- COLUMN 

LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP OF 
S9TH FLOOR 



NON ASBESTOS 



R-1UTC-25281 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED OH THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP 
OF THE 93RD FLOOR 



HON ASBESTOS 



R-1UTC-25282 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED ON THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 90 AT THE TOP OF 
93RD FLOOR 



NON ASBESTOS 
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REPORT * 
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FACILITY: UQRLO TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 77-101 



SAMPLE 
NUMBER 

R-1UTC-252B3 



LOCATION 

CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 8" BEAM 
LOCATED OH THE WEST SIDE OF ELEVATOR SHAFT FOR CAR f 90 AT THE TOP OF 
THE 96TH FLOOR 



RESULT 

NOH ASBESTOS 



R-1UTC-252M FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 8" BEAM 

LOCATED OH THE UEST SIOE OF ELEVATOR SHAFT FOR CAR f 90 AT THE TOP OF 
96TH FLOOR 



HON ASBESTOS 



R-1UTC-25285 CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

COLUMN LOCATED ON THE H/E CORNER OF ELEVATOR SHAFT FOR CAR * 90 AT THE 
TOP OF THE 99TH FLOOR 



HON ASBESTOS 



R-1UTC-252&6 FLUFFY INNER LAYER OF INSULATION MATERIAL. COLLECTED FROM A 16" COLUMN 

LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOR CAR M 90 AT THE TOP OF 
99TH FLOOR 



NOH ASBESTOS 



V1UTC-252B7 CEMEHTITIOUS OUTER LAYER OF INSULATIOH MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED OH THE EAST SIDE OF ELEVATOR SHAFT FOR CAR # 91 AT THE TOP 
OF THE BOTH FLOOR 



HOH ASBESTOS 



R-lUTC-25288 FLUFFY INNER LAYER OF INSULATIOH MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED OM THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 91 AT THE TOP OF 
BOTH FLOOR 



HOH ASBESTOS 



R-1UTC-252B9 CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A IB" 

COLUKH LOCATED ON THE H/E CORNER Of ELEVATOR SHAFT FOR CAR * 91 AT THE 
TOP OF THE 84TH FLOOR 



NOH ASBESTOS 



R-1UTC- 25290 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" COLUMN 

LOCATED OH THE N/E CORKER OF ELEVATOR SHAFT FOR CAR « 91 AT THE TOP OF 
BATH FLOOR 



HON ASBESTOS 



R*1UTC-25291 CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED ON THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 91 AT THE TOP 
OF THE 6BTH FLOOR 



NOW ASBESTOS 



R-1WTC-25292 



CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 
BEAM LOCATED OM THE EAST SIDE OF ELEVATOR SHAFT FOR CAR « 91 AT THE TOP 
OF THE 92HD FLOOR 



HON ASBESTOS 



OR* F T COPT | 5 SUED 05/K/9Z 



PORT AUTHOR ITT OF MY I NJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 



0 

035 



FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 

f LOOR : 77-101 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25293 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED ON THE EAST SIDE OF ELEVATOR SHAFT FOR CAR # 91 AT THE TOP OF 
92ND FLOOR 



NON ASBESTOS 



R-1UTC-Z5294 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED OK THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR • 91 AT THE TOP 
OF THE 94TH FLOOR 



NON ASBESTOS 



R-1UTC-25295 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED ON THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR « 91 AT THE TOP OF 
9UH FLOOR 



NON ASBESTOS 



R-1UTC-25296 CEMEKTITIOUS OUTER LAYER Of INSULATION MATERIAL COLLECTED f«OH A 12" 

BEAM LOCATED ON THE UEST SIDE OF ELEVATOR SHAFT FOR CAR * 91 AT THE TOP 
OF THE 97TH FLOOR 



HON ASBESTOS 



jR-IUTC 



-25297 FLUFFY INNER LATER OF INSULATION MATERIAL COLLECTED FROM A 12" BEAM 

LOCATEO ON THE UEST SIDE OF ELEVATOR SHAFT FOR CAR * 91 AT THE TOP OF 
97TH FLOOR 



NON ASBESTOS 



R-1UTC-2S298 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

COLUMN LOCATED ON THE N/E CORNER OF ELEVATOR SHAFT FOft CAR # 91 AT THE 
TOP Of THE 100TK FLOOR 



NON ASBESTOS 



R-ltfTC-25299 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" COLUMN 

LOCATED ON THE M/E CORKER Of ELEVATOR SHAFT FOR CAR * 91 A1 THE TOP OF 
100TH FLOOR 



HON ASBESTOS 



R-1UTC-25300 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 12" 

BEAM LOCATED OH THE UEST SIOE OF ELEVATOR SHAFT FOR CAR * 92 AT THE TOP 
OF THE 99 TH FLOOR 



NON ASBESTOS 



R-1UTC-25301 FLUFFY INNER LAYER Of INSULATION MATERIAL COLLECTED FROM A 12" BEAM 

LOCATEO OH THE VEST SIDE OF ELEVATOR SHAFT FOR CAR * 92 AT THE TOP Of 
99TK FLOOR 



HOM ASBESTOS 



R-1U1C-2S302 CEKEKTIT10US OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 12" 

BEAM LOCATEO OH THE WEST SIDE OF ELEVATOR SHAFT FOR CAR « 92 AT THE TOP 
OF THE 9STH FLOOR 



NOH ASBESTOS 



ORAfT COPY ISSUED 05/U/92 



POBT AUTHORITY OF NY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT M 
SURVEY « 035 



FACILITY: WORLD TRADE CENTER 

LOCATION; 

AREA 0ESCR1PUOH: 



BUILDING: 1 
FLOOR: 77-101 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25303 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROH A 12" BEAM 

LOCATED ON THE UEST SIDE OF ELEVATOR SHAFT FOR CAR * 92 AT THE TOP OF 
95TH FLOOR 



HON ASBESTOS 



R-1UTC-25304 CEHENTIT10US OUTER LAYER OF INSULATION MATERIAL COLLECTED FROH A 16" 

BEAH LOCATED ON THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 92 AT THE TOP 
OF THE 671H FLOOR 



WOK AS8EST0S 



R-1UTC-25305 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROH A 16" BEAM 

LOCATED ON THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 92 AT THE TOP OF 
B7TH FLOOR 



HON ASBESTOS 



R-1UTC-25306 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROH A 16" 

BEAK LOCATED OH THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 92 AT m TOP 
OF THE 81ST FLOOR 



HON ASBESTOS 



R-1UTC-25307 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROH A 16" BEAH 

LOCATED ON THE EAST SIDE OF ELEVATOR SHAFT FOR CAR * 92 AT THE TOP OF 
filST FLOOR 



HON ASBESTOS 



DRAFT COPY 1SSUEO Q5/Uf92 



PORT AUTHOR! IT Of MT I Hi 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 0 
SURVEY it 036 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 78-107 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-2533A CEMENT I TIOUS INSULATION MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH 

THE UEST SIDE OF ELEVATOR SHAFT FOR CAR M 95 AT THE TOP OF THE 79TK 
FLOOR 



NON ASBESTOS 



R-1UTC-25339 CEHENTITIOUS IHSULATIOH MATERIAL COLLECTED FROM A 15" COLUMN LOCATED OH 

THE NOR T HUE ST CORNER OF ELEVATOR SHAFT FOR CAR M 95 AT THE TOP OF THE 
63R0 FLOOR 



NON ASBESTOS 



R-1UTC-25340 CEHENTITIOUS IHSULATIOH MATERIAL COLLECTED FROM A 16" SEAM LOCATED ON 

THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR # 95 AT THE TOP OF IKE B7TK 
FLOOR 



NON ASBESTOS 



R-1UTC-253M CEHEHTITIOUS OUTER LAYER OF IHSULATIOH MATERIAL COLLECTED f ROM A 15" 

COLUMN LOCATED OH THE N/U CORNER OF ELEVATOR SHAFT FOR CAR # 95 AT THE 
TOP OF THE 91ST FLOOR 



HON ASBESTOS 



R-1UTC2S342 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 15" COLUMN 

LOCATED ON THE H/U CORNER OF THE ELEVATOR SHAFT FOR CAR * 95 AT THE TOP 
OF THE 91ST FLOOR 



NON ASBESTOS 



R-1UTC-ZS343 CEHEHTITIOUS IHSULATIOH MATERIAL COLLECTED FROM A 6" BEAM LOCATED ON THE 

EAST SIDE OF ELEVATOR SHAFT FOR CAR # 95 AT THE TOP OF THE 95TH FLOOR 



KOH ASBESTOS 



R-1UTC-Z53W. CEHEHTITIOUS IHSULATIOH MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH 

THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 95 AT THE TOP OF THE 99TH 
FLOOR 



NON ASSESTOS 



R-1UTC-25345 CEHENTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED ON THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR M 95 AT THE TOP 
OF THE 101ST FLOOR 



NON ASBESTOS 



I-1UTC-25346 FLUFFY INNER LATER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED OH THE SOUTH SIOE OF THE ELEVATOR SHAFT FOX CAR * 95 AT THE TOP 
OF THE 101ST FLOOR 



NON ASBESTOS 



R-1UTC-25347 CEHENTITIOUS OUTER LAYER OF IHSULATIOH MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED OH THE UEST SIDE Of ELEVATOR SHAFT FOR CAR f 95 AT THE TOP 
OF THE 10STH FLOOR 



NON ASBESTOS 



R-1UTC-25346 



FLUFFY INNER LAYER OF IHSULATIOH MATERIAL COLLECTED FROM A 16" BEAM 
LOCATED ON THE UEST SIDE OF THE ELEVATOR SHAFT FOR CAR * 95 AT THE TOP 
OF THE 105TH FLOOR 



NON ASBESTOS 



DRAFT COPY ISSUED 05/U/92 



PORT AUTHORITY OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY ff 036 



FACILITY: WOULD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 76-107 



SAMPLE 
NUMBER 

R-lUTC-25349 



R-1UTC-25350 



LOCATION RESULT 

CEHEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 15" HON ASBESTOS 

COLUMN LOCATED ON THE N/U CORNER OF ELEVATOR SHAFT FOR CAR # 95 AT THE 
TOP OF THE 103R0 FLOOR 

FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 15" COLUMN NON ASBESTOS 

LOCATED OH THE N/U CORKER OF THE ELEVATOR SHAFT FOR CAR # 95 AT THE TOP 
OF THE 103RD FLOOR 



R-1UTC-25351 CEMENT IT IOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED OH THE NORTH SIDE OF ELEVATOR SHAFT FOR CAR * 94 AT THE TOP 
OF THE BOTH FLOOR 



NON ASBESTOS 



R-lUTC-25352 FLUFFY INNER LAYER Of INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED ON THE NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR K 94 AT THE TOP 
OF THE BOTH FLOOR 



HON ASBESTOS 



IR-1UTC-25353 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 14" BEAM 

LOCATED ON THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 9 94 AT THE TOP 
OF THE B4TH FLOOR 



NON ASBESTOS 



R-1UTC-2S354 CEHEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 14" 

BEAM LOCATED ON THE EAST SIDE OF ELEVATOR SHAFT FOR CAR # 94 AT THE TOP 
OF THE 84TH FLOOR 



NON ASBESTOS 



R-1UTC-25155 CEHEHTITIOUS INSULATION MATERIAL COLLECTED FROM A 13" BEAM LOCATED ON 

THE WEST SIOE OF ELEVATOR SHAFT FOR CAR * 94 AT THE TOP OF THE 8BTH 
FLOOR 



HON ASBESTOS 



R-1UTC-25356 CEHEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 15" 

COLUMN LOCATED OH THE N/U CORNER OF ELEVATOR SHAFT FOR CAR » 94 AT THE 
TOP OF THE 92NO FLOOR 



NOH ASBESTOS 



R-1UTC-25357 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 15" COLUMN 

LOCATED OH THE N/U CORNER OF THE ELEVATOR SHAFT FOR CAR * 94 AT THE TOP 
OF THE 92ND FLOOR 



NON ASBESTOS 



R-1UTC-25358 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 15" COLUMN 

LOCATED OH THE BACK SIDE OF THE COLUMN N/U SIDE OF THE ELEVATOR SHAFT 
FOR CAR * 94 THE TOP OF 96TK FLOOR 



NON ASBESTOS 



\ 
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PORT AUTHOR I TY OF HT t WJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT tf 
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f ACI L I Tt : UORLO TRADE CENTER 

LOCATION: 

AREA DESCRIPTION 



BUILDING: 1 
fLOOR: 78-107 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



R-lUTC-25359 CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" 

BEAM LOCATED ON THE NORTH SIDE Of ELEVATOR SHAFT FOR CAR # 94 AT THE TOP 
OF THE 100TH FLOOR 



HON ASBESTOS 



R-1UTC-25360 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 16" BEAM 

LOCATED ON THE WORTH SICE OF THE ELEVATOR SHAFT FOR CAR » 94 AT THE TOP 
OF THE TOOTH FLOOR 



HON ASBESTOS 



R-1UTC-2S361 CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTED FROM A 12" 

BEAM LOCATED ON THE EAST SIDE Of ELEVATOR SHAFT FOR CAR * 94 AT THE TOP 
OF THE 104 TH FLOOR 



HON ASBESTOS 



R-1UTC-2S362 



^ ft -1UTC- 25363 



FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 12" BEAM 
LOCATED ON THE EAST SIDE OF THE ELEVATOR SHAFT FOR CA.R tf 94 AT THE TOP 
OF THE 104TH FLOOR 

CEMEHTITIOUS INSULATION MATERIAL COLLECTED FROM A 13" BEAM LOCATED OH 
THE WEST SIDE OF ELEVATOR SHAFT FOR CAR f 93 AT THE TOP OF THE 79TH 
FLOOR 



NOW ASBESTOS 



HOH ASBESTOS 



R-1UTC-25364 CEMEHTITIOUS IHSULAUOH MATERIAL COLLECTED FROM A 6" BEAM LOCATED OH THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR * 93 AT THE TOP OF THE S4TH FLOOR 



HON ASBESTOS 



R-1UTC-25365 CEMEHTITIOUS OUTER LAYER OF INSULATION MATERIAL COLLECTEO FROM A 13" 

BEAM LOCATED OH THE UEST SIDE OF ELEVATOR SHAFT FOR CAR # 93 AT THE TOP 
OF THE 89TH FLOOR 



NOW ASBESTOS 



R-1VTC-25366 FLUFFY INNER LAYER OF INSULATION MATERIAL COLLECTED FROM A 13" BEAM 

LOCATED ON THE UEST SIDE OF THE ELEVATOR SHAFT FOR CAR « 93 AT THE TOP 
OF THE S9TH FLOOR 



HON ASBESTOS 



R-1UK-25367 CEMEHTITIOUS INSULATION MATERIAL COLLECTED FROM A 8" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT FOR CAR f 93 AT THE TOP OF THE 93RD FLOOR 



HON ASBESTOS 



ft-1UTC-2536fl CEMEHTITIOUS INSULATION MATERIAL COLLECTED FROM A 13" BEAM LOCATEO ON 

THE UEST SIDE Of ELEVATOR SHAFT FOR CAR • 93 AT THE TOP OF THE 981 H 
FLOOR 



HON ASBESTOS 



R-1UTC-25369 CEMEHTITIOUS INSULATION MATERIAL COLLECTEO FROM A 6" BEAM LOCATED ON THE 

SOUTH SIDE OF ELEVATOR SHAFT fOR CAR « 93 AT THE TOP OF THE 1061 H FLOOR 



NON ASBESTOS 



. . Oft A f T COPT ISSUED 05/U/92 



POST AUTHORITY OF HT I HJ 
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SAMPLE LOCATIONS 
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FACILITY: WORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 78-106 



SAMPLE 
NUMBER 



LOCAT I OH 



RESULT 



R-1UTC-2S370 CEMEHTITIOUS INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE NORTH 

SIDE OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 79TH FLOOR. 



HON ASBESTOS 



R-1UTC-25371 CEHEHT 1T10US OUTER LAYER INSULATION MATERIAL FROM A 16" COLUMN LOCATED 

NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 
84TH FLOOR. 



NON ASBESTOS 



R-1UTC-25372 FLUFFT INKER LAYER INSULATION MATERIAL FROM A 16" COLUMN LOCATED ON THE 

NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 
84TH FLOOR. 



HON ASBESTOS 



R-1UTC-25373 CEMENT ITIOUS INNER LAYER INSULATION MATERIAL FROM A 8 U BEAM LOCATED ON 

THE WEST SIDE OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 89TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-2S37C FLUFFY IHMER LAYER INSULATION MATERIAL FROM A 6" BEAM LOCATED OH THE 

WEST FLOOR OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE C9TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-25373 CEHEHTIT10US OUTER LAYER INSULATION MATERIAL FROM A 16" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT CAR 96 AT THE TOP OF THE 9UH FLOOR. 



NON ASBESTOS 



R-1UTC-25376 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 16" SEAM LOCATED ON THE 

EAST SIDE Of THE ELEVATOR SHAFT CAR 96 AT THE TOP OF THE 94TH FLOOR. 



NON ASBESTOS 



R-1UTC-25377 CEMEHTITIOUS OUTER LATER INSULATION MATERIAL FROM A 16" BEAM LOCAT EO OH 

THE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 99TH 
FLOOR. 



NON ASBESTOS 



R-1UTC- 25378 FLUFFY OUTER LAYER INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 99TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-25379 CEMEHTITIOUS OUTER LATER INSULATION MATERIAL FROM A 16" BEAM LOCATED ON 

THE NORTH SIDE OF THE ELEVATOR SHAFT CAR 96 AT THE TOP OF THE 105TH 
FLOOR. 



NON ASBESTOS 



R-1UTC-25380 FLUFFT INNER LAYER INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE 

NORTH SIDE OF THE ELEVATOR SHAFT CAR 96 AT THE TOP OF THE 105TH FLOOR. 



NON ASBESTOS 



DRAFT COPY ISSUED Q5/U/92 



PORT AUTHORITY Of NY I HJ 
ASBESTOS HA WAGE ME NT Q1V1SIOH 
SAHPLE LOCATIONS 



REPORT tt 0 
SURVEY * 037 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 78-106 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



R-lUTC-25381 CEHENTI TIOUS OUTER LATER INSULATION MATERIAL FROM A 16" COLUHH LOCATED 

OH NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CAR 96 AT THE TOP OF THE 
80TH FLOOR. 



HON ASBESTOS 



R-1UTC-25382 FLUFFY INNER LAYER INSULATION HATER I AL FROM A 16" COLUHH LOCATED ON THE 

NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 
80TH FLOOR. 



NON ASBESTOS 



R-lUTC-25383 CEKENTITIOUS INSULATION MATERIAL FROM A 16" BEAM LOCATED ON THE WEST 

SIDE OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 85 TH FLOOR. 



NON ASBESTOS 



R-1UTC-2S384 CEKENTITIOUS OUTER LAYER INSULATION MATERIAL FROM A 16" BEAM LOCATED ON 

THE NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 90TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-25365 CEMENT IT I OUS OUTER LAYER INSULATION MATERIAL FROM A 16" BEAM LOCATED ON 

. THE NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 95TH 

' FLOOR. 



HON AS8ESTOS 



R-1UTC25386 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 16" BEAM LOCATED OH THE 

NORTH SIDE OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 95TH 
FLOOR. 



NOH ASBESTOS 



R-1UTC-25387 CEHEHTITIOUS OUTER LAYER INSULATION MATERIAL FROM A 16" COLUMN LOCATE0 

NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 
100TH FLOOR. 



HON ASBESTOS 



R-1UTC-25388 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 16- COLUHH LOCATED OH THE 

NORTH EAST CORNER OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 
TOOTH FLOOR . 



NOH ASBESTOS 



R-1UTC-25389 CEHEHTITIOUS OUTER LAYER INSULATION MATERIAL FROM A 14" BEAM LOCATED OH 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 105TH 
FLOOR. 



HON ASBESTOS 



R-1UTC-25390 FLUFFY INNER LAYER INSULATION HATERIAL FROM A 14" BEAM LOCATED OH THE 

UEST SIDE OF THE ELEVATOR SHAFT FOR CAR 97 AT THE TOP OF THE 105TH 
FLOOR. 



NOH ASBESTOS 



R-1UTC-25391 



) 



CEHEHTITIOUS OUTER LAYER INSULATION HATERIAL FROM A 8" BEAM LOCATED OH 
SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 80TH 
FLOOR. 



HON ASBESTOS 



. DRAFT COPT ISSUED Q5/K/92 



POUT AUTHORITY Of NY i HJ 
ASBESTOS MANAGEMENT OIV1S10H 
SAMPLE LOCATIONS 



REPORT * 0 
SURVEY 0 037 



'ACUITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: \ 
FLOOR : 78-106 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UIC-25392 CEHEHTITICUS INSULATION MATERIAL FROM A 14" BEAM LOCATED ON UEST SIDE OF 

THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 66TH FLOOR . 



HON ASBESTOS 



R-IUTC'25393 CEHEHTITICUS OUTER LAYER INSULATION MATERIAL FROM A 6" BEAM LOCATED ON 

THE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 91ST 
FLOOR. 



HON ASBESTOS 



R-1UTC-Z5394 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 8" BEAM LOCATED ON THE 

SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 91ST 
FLOOR. 



HON ASBESTOS 



R-tUTC-25395 CEHEHTITICUS CUTER LAYER INSULATION MATERIAL FROM A 12" BEAM LOCATED OH 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 96TH FLOOR. 



HON ASBESTOS 



R-1UTC-2S396 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 12" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 96TH FLOOR , 



HON ASBESTOS 



R-1UTC-25397 CEKENTITIOUS OUTER LAYER INSULATION MATERIAL FROM A 12" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 101ST 
FLOOR. 



HON ASBESTOS 



R-lUTC-25398 FLUFFY INNER LAYER INSULATION MATERIAL FROM A 12" BEAM LOCATED ON THE 

EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 98 AT THE TOP OF THE 101 ST 
FLOOR. 



NON ASBESTOS 



J 



■ ORAM COPT ISSUED 0V1S/9Z 



PORT AUTHORITY Of NT I NJ 
ASBESTOS HAWAGEHEMT OlVlStQM 
SAMPLE LOCATIONS 



REPORT # 67 
SURVEY ff 001 



FACILITY: UOftLO TRACE CEKTCR 

LOCATION: I -BEAN BUILDING: 1 

AREA DESCRIPTION: FLOOR: 81 



SAMPLE 

NUMBER LOCATION RESULT 

UTC-2W5*. FLUFFY F I REPROOF 1 KG INSULATION FROM l-BEAM COLLECTED FROM IHSIOE UALL *0X CHRYS0T1LE ASBESTOS 

ENCLOSURES. SAMPLE DATE: 02/21/91 
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PORT AUTHORITY OF HY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT tt 102 
SURVEY 0 001 



FACILITY: UORLO TRADE CENTER 
LOCATION: CONCOURSE LEVEL 

AREA DESCRIPTION: LOOBY CEILING AREA, (ALL QUADRANT) 



BUILDING: 
FLOOR: 1 



SAMPLE 
NUMB Eft 



LOCATION 



RESULT 



B-UTC-1111 OUTER UKlTE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN SOUTHWEST QUADRANT. 



NOW ASBESTOS 

SAMPLE DATE: 01/23/91 



R-UTC-1112 INNER GREY CEMENT IT IOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL It) SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1113 OUTER UHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IN SOUTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-U1C-11K INHER GREY CEHEHTITIOUS MATERIAL COLLECTED FROK OUTER FACADE OF 

MEZZANINE LEVEL IN SOUTHWEST QUADRANT. 



NOK ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1115 OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN SOUTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE : 03/23/91 



UTC-1116 INNER GREY- CEMENT I T IOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IN SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1117 OUTER WHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IN SOUTHWEST QUADRANT . 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1U8 INNER GREY CEMENT IT IOUS MATERIAL COLLECT EO FROM OUTER FACADE OF 

MEZZANINE LEVEL IN SOUTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1119 OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN NORTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-U1C-1120 INNER GREY CEHEHT1T10US MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IN NORTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-11Z1 OUTER WHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IN NORTHWEST QUADRANT . 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1122 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM OUTER FACADE OF 

MEZZANINE LEVEL IN NORTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1123 OUTER UHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN NORTHWEST QUADRANT . 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1124 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IN NORTHWEST QUADRANT. 

f ~ " 



NON ASBESTOS 

SAMPLE OATE : 03/23/91 



DRAFT COPY ISSUED 05/U/92 



POUT AUTHORITY OF NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 102 
SURVEY U 001 



FACILITY: WORLD TRADE CENTER 

LOCATION: CONCOURSE LEVEL BUILOIHG: 
AREA DESCRIPTION: LOBBY CEILING AREA, (ALL QUADRANT) FLOOR : 1 



SAMPLE 
NUHBER 



LOCATION 



RESULT 



R-UTC-11Z5 OUTER UK1TE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IH UORTHUEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-11Z6 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM OUTER FACADE OF 

KEZZANINE LEVEL IN NORTHWEST QUADRANT. 



NOW ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1127 OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF HEZZAH1ME LEVEL 

IN NORTHWEST QUAORAHT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1128 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IH NORTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1129 OUTER UHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN NORTHEAST OUAORANT . 



NOH ASBESTOS 

SAMPLE DATE: 03/23/91 



'•UTC-IISO INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IN NORTHEAST QUADRANT. 



NOH ASBESTOS 

SAMPLE DATE: 03/23/91 



ft-UTC-1131 OUTER UHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IN NORTHEAST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



K-UTC-U3Z INNER GREt CEHEHTITIOUS MATERIAL COLLECTED FROM OUTER FACADE Of 

MEZZANINE LEVEL IN NORTHEAST QUADRANT . 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTCH3J OUTER UHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN NORTHEAST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1134 INNER GREY CEMEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IN NORTHEAST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1135 OUTER UHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IH NORTHEAST QUADRANT . 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1136 INNER GREY CEMEHTITIOUS MATERIAL COLLECTED FROM OUTER FACADE OF 

MEZZANINE LEVEL IN NORTHEAST QUADRANT. 



NOH ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1137 



OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 
IH SOUTHEAST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1136 



INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 
LEVEL IN SOUTHEAST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



DRAFT COPT ISSUED OS/K/92 



PORT AUTHORITY OF HT I UJ 
ASBESTOS MANAGEMENT 0 IVISIOH 
SAMPLE LOCATIONS 



REPORT « 102 
SURVEY * 001 



PACK I Tf : WORLD TRADE CENTER 

LOCATION: CONCOURSE LEVEL 

AREA DESCRIPTION: LOSSY CEIL INC AREA 



BUILDING: 
FLOOR: 1 



SA MPLE 
NUMBER 

R-WTC-1139 



LOCATIOH 

OUTER WHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 
LEVEL IH SOUTHEAST QUADRANT . 



RESULT 

WON ASBESTOS 

SAHPLE DATE: 01/23/91 



I-UIC-1K0 INNER GREY CEMENT! T 10US MATERIAL COLLECTED FROM OUTER FACADE OF 

MEZZANINE LEVEL IH SOUTHEAST QUADRANT . 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1H1 OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IH SOUTHEAST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1K2 



(HUES GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 
LEVEL IN SOUTHEAST QUADRANT. 



NON ASBESTOS 

SAHPLE DATE: 03/23/91 



R-UTC- 1K3 OUTER WHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE Of MEZZANINE 

LEVEL IN SOUTHEAST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



•UTC-1K4 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM OUTER FACADE OF 

MEZZANINE LEVEL IN SOUTHEAST QUADRANT. 



NON ASBESTOS 

SAHPLE DATE: 03/23/91 



R-UTC-1H5 



OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF' MEZZANINE LEVEL 
U SOUTHWEST QUAD&AHT . 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



I-UTC-1U6 



INNER GREY CEHENTI T IOUS MATERIAL COLLECTED FROM CEILING Of MEZZANINE 
LEVEL IN SOUTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-W1C-1H7 



OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 
IH SOUTHWEST QUADRANT. 



HOW ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC- IKfi INKER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IH SOUTHWEST QUADRANT . 



HOW ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1149 OUTER WHITE PLASTER MATERIAL COLLECTED FROM OUTER FACADE OF MEZZANINE 

LEVEL IH SOUTHWEST QUADRANT . 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1150 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM OUTER FACADE OF 

MEZZANINE LEVEL IN SOUTHWEST QUADRANT . 



NOW ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-11M OUTER WHITE PLASTER MATERIAL COLLECTED FROM CEILING OF MEZZANINE LEVEL 

IN SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-1152 INNER GREY CEHEHTITIOUS MATERIAL COLLECTED FROM CEILING OF MEZZANINE 

LEVEL IK SOUTHWEST QUADRANT . 



NON ASBESTOS 

SAMPLE DATE'. 03/23/91 



QTtAF T COPY ISSUED Q5/U/92 
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FACILITY: WORLD TRADE CENTER 

LOCATION: CONCOURSE LEVEL 

AREA DESCRIPTION: LOBBY CEILING AREA 



BUILDING: 
FLOOR: 1 



SAMPLE 
NUHBER 



LOCATION 



RESULT 



R-WTC-1153 OUTER WHITE PLASTER MATERIAL COLLECTEO FROM OUTER FACADE OF MEZZANINE 

LEVEL IN SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE : 03/23/91 



R-UTC-115* INNER GREY CEHENTlTIOUS MATERIAL COLLECTED FROM OUTER FACADE OF 

MEZZANINE LEVEL IN SOUTHWEST QUADRANT. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



ft-WTC-1155 AN OUTER WHITE PLASTER MATERIAL COLLECTED FROM THE CEILING AT THE SOUTH 

END OF THE MAIN ELEVATOR COR HI DOR. 



NON ASBESTOS 

SAMPLE OATE: 03/23/91 



R-UTC-1156 AN INNER GREY CEHENTlTIOUS MATERIAL COLLECTED FROM THE CEILING AT THE 

SOUTH END OF THE MAIN ELEVATOR CORRIDOR. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



•-UTC-1157 AN OUTER UNITE PLASTER MATERIAL COLLECTED FROM THE CEILING AT THE CENTER 

OF THE MAIN ELEVATOR CORRIDOR. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



WTC-1156 AN INNER GREY CEHENTlTIOUS MATERIAL COLLECTED FROM THE CEILING AT THE 

CENTER OF THE MAIN ELEVATOR CORRIDOR • 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-WTC-11S9 AH OUTER WHITE PLASTER MATERIAL COLLECTED FROM THE CEILING AT THE NORTH 

END OF THE HA1H ELEVATOR CORRIDOR. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1160 AN INNER GREY CEHENTlTIOUS MATERIAL COLLECTED FROM THE CEILING AT THE 

NORTH END OF THE MAIN ELEVATOR CORRIDOR. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R'WTC-1161 AH OUTER WHITE PLASTER MATERIAL COLLECTED FROM THE CEILING OF THE 

EXTREME NORTH ELEVATOR LOBBY. 



HON ASBESTOS 

SAMPLE DATE: 03/23/01 



R-WTC-1162 AN IHHER GREY CEHENTlTIOUS MATERIAL COLLECTED FROM THE CEILING OF THE 

EXTREME NORTH ELEVATOR LOBBY. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



ft -UK -1163 AN OUTER WHITE PLASTER MATERIAL COLLECTED FROM THE CEILING OF THE M1D- 

HORTH ELEVATOR LOBBY. 



HON ASBESTOS 

SAMPLE OATE: 03/23/91 



R-WTC-11M AN INNER GREY CEHENTlTIOUS MATERIAL COLLECTED FROM THE CEILING OF THE 

MID-NORTH ELEVATOR LOBBY. 



NON ASBESTOS 

SAMPLE OATE: 03/23/91 



R-UTC-116S AH OUTER WHITE PLASTER MATERIAL COLLECTED FROM THE CEILING OF THE MID- 

SOUTH ELEVATOR LOBBY . 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



8-UTC-1166 



AH IHHER GREY CEHEHT1T1CUS MATERIAL COLLECTED FROM 1H£ CEILING OF THE 
HID -SOUTH ELEVATOR LOBBY . 



NOW ASBESTOS 

SAMPLE DATE: 03/23/91 
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ACUITY: WORLD TRADE CENTER 
LOCATION: CONCOURSE LEVEL 
AREA DESCRIPTION: LOBBY CEILING AREA 



BUILDING: 
fLOOR: 1 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-1167 AN OUTER UKITE PLASTER MATERIAL COLLECTED FROM THE CEILING OF THE 

EXTREME SOUTH ELEVATOR LOBBY. 



HOW ASBESTOS 

SAMPLE DATE: 05/23/91 



R-UTC-1168 AN INNER GREY CEMEHTITIOUS MATERIAL COLLECTED FROM THE CEILING OF THE 

EXTREME SOUTH ELEVATOR LOBBY. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



( 
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.ACUITY: WORLD TRADE CENTER 

LOCATION: CONCOURSE LEVEL BUILDING: 
AREA DESCRIPTION: SOUTHEAST LOBBY CEILING AREA FLOOR: 1 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-WTC-1100 A MULTI-ELEMENT CONCRETE-LIKE MATERIAL COLLECTED FROM THE CEILING Of THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORHER OF THE LOBBY . 



NON ASBESTOS 

SAMPLE DATE: 03/22/91 



ft-UTC-1101 A WHITE FLUFFY SPRAYED ON MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY. 



10% CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/22/91 



R-UTC-1102 A WHITE FLUFFY SPRAYED ON MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY. 



NON ASBESTOS 

SAMPLE DATE: 03/22/91 



R-WTC-1103 A WHITE FLUFFY SPRAYED OH MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORHER OF THE LOBBY. 



NON ASBESTOS 

SAMPLE DATE: 03/22/91 



UTC-UOC, A WHITE FLUFFY SPRAYED ON MATERIAL COLLECTED FROM THE CEILlHG OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY. 



NOH ASBESTOS 

SAMPLE OATE : 03/22/91 



R-UTC-1105 A WHITE FLUFFY SPRAYED ON MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY . 



45X CHRYSOTILE ASBESTOS 
SAMPLE DATE : 03/22/91 



R-WTC-1106 A WHITE FLUFFY SPRAYED OH MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY. 



NON ASBESTOS 

SAMPLE OATE: 03/22/91 



R-UTC-1107 A WHITE FLUFFY SPRAYED ON MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND HEZ2ANIHE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY. 



NON ASBESTOS 

SAMPLE DATE: 03/22/91 



R-UTC-1105 A WHITE FLUFFY SPRAY EO OH MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORHER OF THE LOBBY . 



NOW ASBESTOS 

SAMPLE DATE : 03/22/91 



R-UTC-1109 



A WHITE FLUFFY SPRAYEO OH MATERIAL COLLECTED FROM THE CEILING OF THE 
INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN 1HE 
SOUTHEAST CORNER OF THE LOBBY. 



NON ASBESTOS 

SAMPLE OATE: 03/22/91 
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SURVEY ft 



102 
001 



/ACUITY: UORLD TRADE CENTER 
LOCATION: CONCOURSE LEVEL 

AREA DESCRIPTION : SOUTHEAST LOBBY CEILING AREA 



BUILDING: 
FLOOR: 1 



SAHPU 
NUMBER 



LOCATION 



RESULT 



a-UlC-lU0 A UHITE FLUFFY SPRMEO OH MATERIAL COLLECTED FROM THE CEILING OF THE 

INNER PLENUM AREA BETWEEN THE LOBBY CEILING AND MEZZANINE FLOOR IN THE 
SOUTHEAST CORNER OF THE LOBBY. 



KOH ASBESTOS 

SAMPLE DATE: 03/22/91 



( 
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ASBESTOS MANAGEMENT DIVISION SURVEY * OOfl 
SAMPLE LOCATIONS 

iCILITT: UORLD TRADE CENTER 

LOCATION: 8U1L0ING: 1 

AREA DESCRIPTION: SUB-LEVEL ELEVATOR SHAFT/CARS J3-J5 FLOOR: 1-B6 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-29000 CEHEHTIT10US HATERIAL COLLECTED FROM AH 8" BEAM LOCATED ON THE SOUTHEAST 

CORNER OF THE ELEVATOR SHAFT FOR CAR # J3 AT THE TOP OF THE B-2 FLOOR. 



NON ASBESTOS 



R-1UTC-29001 CEMEHTITIOUS MATERIAL COLLECTED FROM AN 16" BEAM LOCATED ON THE SOUTH 

EAST CORNER OF THE ELEVATOR SHAFT FOR CAR * Jl AT THE TOP OF THE B-3 
FLOOR. 



NON ASBESTOS 



R-1UTC-29002 



CEMEHTITIOUS HATERIAL COLLECTED FROM A 13" SEAM LOCATED ON THE SOUTH 
EAST CORNER OF THE ELEVATOR SHAFT FOR CAR • J3 AT THE TOP OF THE 6-4 
FLOOR. 



NON ASBESTOS 
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<C1LITY: UORLD TRADE CEMTER 
LOCATION: 

AREA OESCRIPTIOM: OLD VAtVE ROOM / PIT AREA 



BUILDING: 1 

FLOOR: SUB-LEVEL 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-29199 



CEMEhTITIOUS PIPE JOINT INSULATION TAKEN FROM 6" 0.0 PIPE ON SOUTH SIDE 
OF ROOM. 



NON ASBESTOS 

SAMPLE DATE : 04/03/91 



UTC-292Q0 



CEKEHTIT10US PIPE JOIHT INSULATION TAKEN FROM, 6" 0.0. PIPE OH NORTH SIDE 
OF ROOM. 



NON ASBESTOS 

SAMPLE DATE: 04/03/91 



UK-29Z01 



CEKENTITIOUS PIPE JOIHT INSULATION TAKEN FROM 6" O.D. PIPE IN CENTER OF 
ROOM. 



HON ASBESTOS 

SAMPLE DATE: 04/03/91 
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SAMPLE LOCATIONS 



REPORT # K7 
SURVEY * 001 



ACILITY: WORLD TRADE CENTER 
LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER NORTH VEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6100 



LOCATION 

PAPER AND FOIL LIKE OUTER COVERING COLLECTED FROM A 5" O.D. PIPE, 
CHILLED WATER SUPPLY AT THE WEST SIDE OF ACS 7-13. 



RESULT 

HON ASBESTOS 



R-UTC-M02 INNER f I BE ROUS INSULATION MATERIAL COLLECTED FROM A 5" O.D. CHILLED 

WATER SUPPLY AT THE WEST SIDE OF ACS 7-13. 



HON ASBESTOS 



R-UTC-6103 CLOTH LIKE OUTER COVERING COLLECTED FROM A 5" O.D. ELBOW CHILLED WATER 

SUPPLY AT THE WEST SIOE OF ACS 7-13. 



HON ASBESTOS 



R-UTC-61W INNER F I BE ROUS INSULATION MATERIAL COLLECTED FROM A 5" 0.0. PIPE ELBOW 

CHILLED WATER SUPPLY AT THE WEST SIDE OF ACS 7-13. 



HON ASBESTOS 



R-UTC-6105 INNER FIBEROUS INSULATION MATERIAL COLLECTED FROM A 6 H O.D. PIPE FITTING 

CHILLED WATER SUPPLY AT THE WEST SIDE OF ACS 7-13. 



HON ASBESTOS 



R-WTC-6106 OUTER WHITE PLASTER MATERIAL COLLECTED FROM 6" O.D. PIPE FITTING CHILLED 

WATER SUPPLY AT THE WEST SIDE OF ACS 7-13. 



HON ASBESTOS 



R-VTC-6107 PAPER AND FOIL LIKE COVERING MATERIAL COLLECTED FROM A 6" 0.0. PIPE CVS 

WEST SIDE OF ACS 7-13 



HON ASBESTOS 



R-UTC-6108 INNER FIBROUS MATERIAL COLLECTED FROM A 6" O.D. PIPE CWS WEST SIOE OF 

ACS 7-13 



HON ASBESTOS 



R-VTC-6109 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED f ROM A 6 M 0.0. PIPE FITTING 

CWS WEST SIDE OF ACS 7-13 



HON ASBESTOS 



R-WTC-6110 OUTER CLOTH COVERING MATERIAL COLLECTED f ROM A 5" O.D. PIPE ELBOW CWS 

WEST SIOE OF ACS 7-13 



HON ASBESTOS 



R-WTC-6111 INNER FIBROUS MATERIAL COLLECTED FROM A 5" 0.0. ELBOW CWS WEST SIDE OF 

ACS 7-13 



HON ASBESTOS 



R-WTC-6112 OUTER CLOTH LIKE COVERING COLLECTEO FROM A 6" O.D. EL80W CWS WEST SIDE 

OF ACS 7-13 



HON ASBESTOS 



R-WTC-6113 



INNER FIBROUS MATERIAL COLLECTED FROM A 6" 0.0. ELBOW CVS WEST SIDE OF 
ACS 7-13 



HON ASBESTOS 



R-WTC-61 14 



OUTER WHITE CLOTH MATERIAL COLLECTED FROM A 12" 0.0. VALVE/FITTING CWS 
SOUTH SIDE OF ACS 7-13 



HON ASBESTOS 



pRAFT COPT ISSUED 05flB/92 



PORT AUTHOR I TY OF NT t MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 
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SURVEY f 001 



ACUITY: UORLO TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: LOWES NORTH UEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6115 



LOCATION 

UHITE WET PLASTER MATERIAL COLLECTED FROM A 10" O.D. PIPE /FITTING CVS 
SOUTH SIDE NEAR P 7-13. 



RESULT 

HON ASBESTOS 



R-UTC-6116 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE /ELBOU CVS SOUTH 

EAST CORNER OF ACS 7-13. 



NOH ASBESTOS 



K-UTC-6117 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D ELBOU CVS SOUTH EAST 

CORNER OF ACS 7-13. 



NOW ASBESTOS 



R-UTC-6118 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOU CVS EAST SIDE 

OF ACS 7-13. 



NOH ASBESTOS 



t-UTC-6119 INNER FIBROUS MATERIAL COLLECTED FROM A 6- O.D.PIPE/ELBOU CVS EAST SIOE 

OF ACS 7-13. 



HON ASBESTOS 



•-UTC-6120 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6- O.D. PIPE CVS 

EAST SIDE OF ACS 7-13. 



NOH ASBESTOS 



R-WTC-6121 OUTER CLOTH AND PLASTER COMBINATION COVERING MATERIAL COLLECTED FROM H" 

O.D. FITTING CVS EAST SIOE OF ACS 7-13 



HON ASBESTOS 



R-UTC-6122 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A S M O.D. PIPE ELBOU CVS EAST 

SIDE .OF ACS 7-13 



HON ASBESTOS 



R-UTC-6123 INNER FIBROUS MATERIAL COLLECTED FROM A 5' 0.0. PIPE ELBOU CVS EAST SIDE 

OF ACS 7-13 



HON ASBESTOS 



R-VTC-6124 OUTER PAPER ANO FOIL COMBINATIONS MATERIAL COLLECTED FROM A 5- O.D. PIPE 

CVS EAST SIOE OF ACS 7-13 



HON ASBESTOS 



R-VTC-6125 OUTER CLOTH LICE MATERIAL COLLECTED FROM A 5" O.D. ELBOU CVS EAST SIDE 

OF ACS 7-13 



HON ASBESTOS 



R-WTC-6126 INNER FIBROUS HATER I AL COLLECTED FROM A 5- O.D. ELBOU CVS EAST SIDE OF 

ACS 7-13 



HON ASBESTOS 



R-UTC-6127 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 8" 0.0. FITTING CVS 

EAST SIDE OF ACS 7-13 



HON ASBESTOS 



R-UTC-612B OUTER UHITE PLASTER MATERIAL COLLECTED FROM A 8" O.D. FITTING CVS EAST 

SIOE OF ACS 7-13 



HON ASBESTOS 



DRAFT COPT ISSUED 05/18/92 



PORT AUTHORITY Of NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



BE POUT t U7 
SURVET * 001 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER NORTH UEST QUADRANT FLOOR: 7 



SAMPLE 

NUMBER LOCATION RESULT 

l-WTC-6129 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. FITTING LOCATED ON NON ASBESTOS 

EAST SIDE OF ACS 7-13 



R-WTC-6130 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. FITTING LOCATED ON EAST NOM ASBESTOS 

SIDE OF ACS 7-13 



R-WTC-6131 OUTER PAPER LIKE AND FOIL MATERIAL FROM A 8** O.D. FITTING LOCATED EAST HON ASBESTOS 

SIDE OF ACS 7-13 

R-WTC-6132 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6" O.D. FITTING NON ASBESTOS 

LOCATED EAST SIDE OF ACS 7-13 

R-UTC-6133 OUTER PAPER LIKE AND FOIL MATERIAL COLLECTED FROM A 12" O.D. FITTING NOW ASBESTOS 

LOCATED AT EAST SIDE OF ACS 7-13 

R-WTC-6134 SLACK TAR LIKE MATERIAL COLLECTED FROM A 12" 0.0. FITTING LOCATED AT 3SX CHRTS0T1LE ASBESTOS 

EAST SIDE OF ACS 7-13 

R-VTC-613S INNER FIBROUS MATERIAL COLLECTED FROM A 12" O.D. FITTING LOCATED ON EAST NON ASBESTOS 

SIDE OF ACS 7-13 

R-VTC-6136 WHITE OUTER PLASTER LIKE MATERIAL COLLECTED FROM A 14 O.D. FITTING HON ASBESTOS 

LOCATED ON EAST SIOE OF ACS 7-13 

R-UTC-6137 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A U" O.D. FITTING LOCATED ON NOW ASBESTOS 

EAST SIOE OF ACS 7-13 



R-UTC-613S INKER FIBROUS MATERIAL COLLECTED FROM A 12" O.D. FITTING LOCATED OH EAST NON ASBESTOS 

SIDE OF ACS 7-13 



t-WTC-6139 OUTER PAPER ANO FOIL LIKE MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED NOW ASBESTOS 

IN ASILE BETWEEN ACS 7-13 ANO ACS 7-5. 



R-UTC-6H0 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED IN ASILE NON ASBESTOS 

BETWEEN ACS 7-13 ANO ACS 7-5. 



R-UTC-6H1 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED IN ASILE HON ASBESTOS 

BETWEEN ACS 7-13 ANO ACS 7-5. 



R-WTC-6K2 



WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. FITTING LOCATED 
BETWEEN ACS 7-13 AND ACS 7-5 



NON ASBESTOS 
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ACUITY: WORLD TRADE CENTER 
LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER NORTH WEST QUADRANT FLOOR: 7 



RESULT 



R-UTC-6U3 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A fl- 0.0. PIPE LOCATED HON ASBESTOS 

BETWEEN ACS 7-13 AND ACS 7-5 

R-WTC-6144 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8" O.D. FITTING LOCATED HON ASBESTOS 

BETWEEN ACS 7-13 AND ACS 7-5 

R-WTC-6K5 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6" 0.0. LOCATED HON ASBESTOS 

BETWEEN ACS 7-13 AND ACS 7-5 

R-UTC-6U7 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6-0.0. PIPE LOCATED BETWEEN HON ASBESTOS 

ACS 7-13 

"V 

R-WTC-6KS INNER FIBROUS MATERIAL COLLECTED FROM A 6*0.0. ELBOW LOCATED BETWEEN ACS NOH ASBESTOS 

7-13 AND ACS 7-5 

R-UTC-6U9 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 8* O.D. ELBOW HON ASBESTOS 

LOCATED IN WEST SIDE OF ACS 7-5 

R-WTC-6150 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A fl* O.D. ELBOU LOCATED IN WEST NON ASBESTOS 

SIDE OF ACS 7-5 

R-WTC-6151 INNER FIBROUS MATERIAL COLLECTEO FROM A 8" O.D. ELBOU LOCATED IN WEST NON ASBESTOS 

SIDE OF ACS 7-5 

R-WTC-6152 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A IV O.D. FITTING NOH ASBESTOS 

LOCATED IH WEST SIDE OF ACS 7-5 

R-UTC-61S3 OUTER CLOTH LIKE MATERIAL COLLECTED FROMA A 6" O.D. ELBOW LOCATED IN NOH ASBESTOS 

WEST SIDE OF ACS 7-5 

R-WTC-61S4 INKER FIBROUS MATERIAL COLLECTED A 6" O.D. ELBOW LOCATED OH WEST SIDE OF HON ASBESTOS 

ACS 7-5 

R-WTC-61S5 OUTER PAPER ANO FOIL LIKE MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED NOH ASBESTOS 

OH WEST SIDE OF ACS 7-5. 

S-WTC-6156 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5- O.D. ELBOW LOCATED FLOOR HON ASBESTOS 

LEVEL OH WEST SIDE OF ACS 7-5. 

R-WTC-6157 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED FLOOR HON ASBESTOS 

LEVEL ON WEST SIDE OF ACS 7-5. 



SAMPLE 

HUHBER LOCATION 



f 
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AGILITY : WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: LOWER NORTH WEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
HUHBER 

R-WTC-6158 



LOCATION RESULT 

OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED HON ASBESTOS 

FLOOR LEVEL WEST SIDE OF ACS 7-5 



R-WTC-6159 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5" 0.0. ELBOW 

LOCATED FLOOR LEVEL WEST SIDE OF ACS 7-5 



NON ASBESTOS 



It -UK -61 60 OUTER CLOTH LICE MATERIAL COLLECTED FROM A 5" O.D. PIPE FITTING LOCATED 

OH THE WEST SIDE OF ACS 7-5. 



NON ASBESTOS 



R-WTC-6161 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. PIPE FITTING LOCATED OK 

THE WEST SIDE OF ACS 7-5. 



NOW ASBESTOS 



ft-UTC-6162 OUTER UNITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. PIPE FITTING 

LOCATED OH THE WEST SIDE OF ACS 7-5. 



HON ASBESTOS 



R-WTC-6163 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM AH 8" O.D. PIPE LOCATED ON 

THE WEST SIOE OF ACS 7-5. 



NON ASBESTOS 



l-WTC-6164 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5- O.D. PIPE/ELBOU LOCATED OK 

THE WEST SIDE OF ACS 7-5. 



HON ASBESTOS 



d-VTC-6165 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. PIPE/ELBOW LOCATED ON 

THE WEST SIDE OF ACS 7-5. 



HON ASBESTOS 



R-UTC-6166 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6* 0.0. PIPE FITTING 

LOCATED ON WEST SIDE Of ACS 7-5 



HON ASBESTOS 



(t-UTC-6167 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" 0.0 PIPE FITTING LOCATED 

OH WEST SIDE OF ACS 7-5 



HON ASBESTOS 



R-WTC-616B INNER FIBROUS MATERIAL COLLECTED FROM A 5- 0.0. PIPE FITTING/ELBOW 

LOCATED WEST SIOE OF ACS 7-5 



HON ASBESTOS 



»-UTC-6169 OUTER WHITE PLASTER LICE MATERIAL. COLLECTED FROM A, f ITTIHG LOCMEO WEST 

SIOE OF ACS 7-5 



MOM ASBESTOS 



R-WTC-6170 OUTER CLOTH LIKE MATERIAL COLLECTED FROM AH 0" O.D. PIPE FITTING LOCATED 

ON WEST SIDE OF ACS 7-5. 



HON ASBESTOS 



R-WTC-6171 



INNER FIBROUS MATERIAL COLLECTEO FROM AN 8" 0.0. PIPE FITTING LOCATED ON 
WEST SIDE OF ACS 7-5. 



HON ASBESTOS 
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REPORT * K7 
SURVEY * 001 



ACUITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM 



BUILDING: 1 
FLOOR : 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-6101 INNER FIBROUS INSULATION MATERIAL COLLECTED FROM A 5- O.D. CHILLED WATER 

SUPPLY PIPE AT THE WEST SIDE OF ACS 7-13 



NOH ASBESTOS 



( 
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/ACUITY: WORLD TRADE CENTER 
LOCATION : 

AREA DESCRIPTION: NORTH VEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 

NUHBER LOCATION RESULT 

R-UTC-6146 OUTER PAPER AND FOIL LIKE KATE RIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED NON ASBESTOS 

BETWEEN ACS 7-13 AND ACS 7-5 

R-WTC-61S2 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5- O.D. ELBOW EAST OF ACS 7-5 NON ASBESTOS 

R-UTC-6183 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. EL80U EAST OF ACS 7-5 HON ASBESTOS 

R-WTC-6184 OUTER WHITE PLASTER LIKE MATERIAL A 6- O.D. FITTING EAST OF ACS 7-5 NON ASBESTOS 

R-WTC-6185 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5- 0.0. PIPE EAST OF NON ASBESTOS 

ACS-7-5 

R-UTC-6186 OUTER COTH LIKE MATERIAL COLLECTED FROM 5- O.D. ELBOW EAST OF ACS-7-5 HON ASBESTOS 

R-WTC-6187 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOW EAST OF ACS-7-5 NON ASBESTOS 

•UTC-6188 PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D. FITTING EAST OF NON ASBESTOS 

ACS-7-5 

R-WTC-6189 OUTER CLOTH LIKE MATERIAL CCOLECTEO FROM A 5" O.D. ELBOW EAST OF ACS-7-5 NON ASBESTOS 

R-WTC-6190 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOW EAST OF ACS-7-5 NON ASBESTOS 

R-WTC-6191 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE EAST OF NON ASBESTOS 

ACS 7-5 

R-WTC-619Z OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" 0.0. ELBOW EAST OF ACS 7-5 NON ASBESTOS 

R-WTC-6193 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.O. ELBOW EAST OF ACS 7-5 HON ASBESTOS 

ft'UTC-6194 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTEO FROM A 5" O.D. PIPE EAST OF NON ASBESTOS 

ACS 7-5 

R-UTC-6195 GREY CEHEHTITIOUS MATERIAL COLLECTED FROM A 10- O.D. FITTING, WEST END HON ASBESTOS 

OF COIL PUMP P 7-1 

R-WTC-6196 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10- O.D. FITTING AT NON ASBESTOS 

WEST END OF COIL PUMP P-7-1 

R-UTC-6197 OUTER CLOTH LINE MATERIAL COLLECTED FROM A 6" O.D. FITTING AT WEST END NON ASBESTOS 

OF COIL PUMP P-7-1 
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ACUITY: WORLD TRADE CENTER 
LOCATION : 

AREA DESCRIPTION: LOWER NORTH UEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-6172 OUTER UNITE PLASTER LIKE MATERIAL COLLECTED FROM A U- O.D. PIPE FITTING 

LOCATED AT SOUTH END OF ACS 7-5 



NON ASBESTOS 



R-UTC-6173 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6- 0.0. PIPE FITTING LOCATED 

AT SOUTH END OF ACS 7-5. 



NON ASBESTOS 



R-VTC-6174 INNER FIBROUS MATERIAL COLLECTED FROM AN 8" O.D. FITTING LOCATED AT THE 

SOUTH END OF ACS 7-5. 



HON ASBESTOS 



R-UTC-6175 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE AT 

SOUTH END OF ACS 7-5. 



HON ASBESTOS 



t-VTC-6176 OUTER CLOTH LIKE MATERIAL COLLECTED FROM AH 8" O.D. PIPE FITTING LOCATED 

AT SOUTH ENO OF ACS 7-5. 



HON ASBESTOS 



"••UTC-6177 INNER FIBROUS MATERIAL COLLECTED FROM AH 6" O.D. PIPE FITTING LOCATED AT 

SOUTH ENO OF ACS 7-5. 



NON ASBESTOS 



R-WTC-6178 



OUTER PAPER AND FOIL LIKE MATERIAL COLLECTEO FROM A 8" 0.0. PIPE EAST OF 
ACS 7-5. 



HON ASBESTOS 



R-UTC-6179 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW EAST OF ACS 

7-5. 



HON ASBESTOS 



R-UTC-6160 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELIOU EAST OF ACS 7-5. NON ASBESTOS 

R-UTC-6181 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 5" 0.0. ELBOW EAST OF NON ASBESTOS 

ACS 7-5. 



r 
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ASBESTOS MAM AGE MEW T DIVISION SURVEY * 001 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH VEST QUADRANT FLOOR: 7 



SAMPLE 
HUKBER 

R-UTC-619B 



LOCATION 

OUTER WHITE PL, ASTER MATERIAL COLLECTEO FROM A 10* O.D. FITTING AT EAST 
END OF COIL PUMP P-7-1 



RESULT 

HOH ASBESTOS 



R-WTC-61W OUTER CLOTH LICE MATERIAL COLLECTED FROM A S" O.D. ELBOW AT WEST END OF 

COIL PUMP P-7-1 



HON ASBESTOS 



H-UTC-6Z00 IHHER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOW AT WEST EUD OF 

COIL PUMP P-7-1 



MW ASBESTOS 



R-VTC-6201 OUTER PAPER AND FOIL LICE MATERIAL COLLECTED FROM A 5" O.D. PIPE AT WEST 

EHO COIL PUMP P-7-1 



NOH ASBESTOS 



R-VTC-62Q2 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" 0.0. ELBOW AT THE EAST EHO 

COIL PUMP P-7-1 



HOH ASBESTOS 



R-VTC-6203 IHHER FIBROUS MATERIAL COLLECTED FROM A S M O.D. ELBOW AT THE EAST END 

COIL PUMP P-7-1 



HOH ASBESTOS 



R-UTC-6204 OUTER PAPER AHO FOIL LIKE MATERIAL COLLECTEO FROM A 5" O.D. PIPE AT EAST 

ENO COIL PUMP P-7-T 



HON ASBESTOS 



R-UTC-6205 OUTER CLOTH LIKE MATERIAL COLLECTEO FROM A 6" O.D. ELBOW SOUTH OF ACS 

7-1 



HON ASBESTOS 



R-UTC-6206 INNER FIBROUS MATERIAL COLLECTED FROM A 6** O.D. ELBOW SOUTH OF ACS 7-1 HON ASBESTOS 

R-UTC-6207 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED HON ASBESTOS 

SOUTH OF ACS 7-1 



R-UTC-6208 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTEO FROM A 6" O.D. PIPE LOCATED 

EAST OF ACS 7-1 



HON ASBESTOS 



R-WTC-6209 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED EAST OF 

ACS 7-1 



HOH ASBESTOS 



RUTC-6210 IHHER FIBROUS MATERIAL COLLECTEO FROM A 5" O.D. PIPE/ELBOW LOCATED EAST 

OF ACS 7-1 



HOH ASBESTOS 



R-WTC-6211 



OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6" O.D. COUPLING 
LOCATED EAST OF ACS 7- 1 



NON ASBESTOS 
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SAMPLE LOCATIONS 



REPORT * H7 
SURVEY 0 001 



ACILITY: WORLD TRADE CENTER 
LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTc-6212 



LOCATION 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED 
EAST OF ACS 7-1 



RESULT 

HON ASBESTOS 



R-WTC-6213 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE ELBOW LOCATED 

EAST OF ACS 7-1 



NOW ASBESTOS 



•-UTC-62K INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. PIPE ELBOW LOCATED EAST 

OF ACS 7-1 



HON ASBESTOS 



R-UTC-6215 OUTER WHITE PLASTER MATERIAL COLLECTEO FROM 6" 0.0. COUPLING LOCATED 

EAST OF ACS 7-1 



HON ASBESTOS 



R-WTC-6216 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE ELBOW LOCATED 

EAST OF ACS 7-1 



HON ASBESTOS 



R-VTC-62I7 INNER FIBROUS MATERIAL COLLECTED FROM A 6' 0.0. PIPE ELBOW LOCATED EAST 

OF ACS 7-1 



HON ASBESTOS 



R-WTC-6218 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 12" 0.0. COUPLING 

LOCATED EAST OF ACS 7-1 



HON ASBESTOS 



R-UTC-6219 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 12- O.D. COUPLING 

LOCATED EAST OF ACS 7-1 



NON ASBESTOS 



R-WTC-6220 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6 M O.D. PIPE ELBOW LOCATED 

EAST OF ACS 7-1 



HON ASBESTOS 



R-WTC-6221 INNER FIBROUS MATERIAL COLLECTED FROM A 6- O.O. PIPE ELBOW LOCATED EAST 

OF ACS 7-1 



NON ASBESTOS 



■ -WTC-6222 OUTER PAPER AMD TAR LIKE MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED 

EAST OF ACS 7-1 



HON ASBESTOS 



R-UTC-6223 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 12- O.D. COUPLING 

LOCATED EAST ACS 7-1 



HON ASBESTOS 



R-UTC-6Z24 OUTER CLOTH MATERIAL COLLECTEO FROM A 5" 0.0. PIPE ELBOW LOCATEO WEST OF 

ACS 7-9 



NON ASBESTOS 



R-WTC-6225 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. PIPE ELBOW LOCATED WEST 

OF ACS 7-9 



NON ASBESTOS 
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C1LITY : WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT RH. S.W. QUADRANT FLOOR : 7 



SAMPLE 
NUMBER 

R-UTC-6307 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. EL SOU LOCATED SOUTH 
OF ACS 7-2 



RESULT 

NOH ASBESTOS 



R-UTC-630S 1KHER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. El&OU LOCATED SOUTH 

OF ACS 7-2. 



HON ASBESTOS 



R-UTC-6309 OUTER PAPER AMO FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATE 

SOUTH OF ACS 7-2. 



HON ASBESTOS 



R-VTC-6310 



OUTER CLOTH LIKE MATERIAL COLLECTED f ROM A S" O.D. EV.BQU LOCATED SOUTH 
OF ACS 7-2. 



MOM ASBESTOS 
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ACUITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: U.E. QUADRANT -MECHANICAL EQUIP. 



BUILDING: 1 

•C FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6311 



LOCATION 

INNER FIBROUS MATERIAL COLLECTED FROM A 5- 0.0. ELBOU LOCATED SOUTH OF 
ACS 7-2. 



RESULT 

NON ASBESTOS 



t-UTC-6312 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D- PIPE LOCATED 

SOUTH OF ACS 7-2. 



KM ASBESTOS 



R-UTC-6313 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 10 M O.D. VALVE LOCATED 

SOUTH OF ACS 7-2<C0IL P7-2) 



NON ASBESTOS 



R-WTC-63K CEMENT I TIOUS LIKE MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED SOUTH 

OF ACS 7-2CCOIL P7-2) 



NOW ASBESTOS 



R-UTC-6315 CLOTH LIKE MATERIAL COLLECTED FROM A FREEZE PROTECTOR LOCATED SOUTH OF 

ACS 7-2(COIL P7-2) 



NON ASBESTOS 



R-U1C-6316 PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED SOUTH 

OF ACS 7-2 (COIL P7-2) 



NON ASBESTOS 



R-UTC-6317 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8" O.D. ELBOU LOCATED SOUTH 

OF ACS 7-2 



HON ASBESTOS 



R*WTC-6318 INNER fIBROUS MATERIAL COLLECTED FROM A 6" 0.0. ELBOU LOCATEO SOUTH OF 

ACS 7-2. 



NON ASBESTOS 



R-UTC-6319 OUTER PAPER AHO FOIL MATERIAL COLLECTED FROM A fl" 0.0. PIPE LOCATED 

SOUTH OF ACS 7-2. 



NON ASBESTOS 



R-UTC-6320 OUTER WHITE PLASTER MATERIAL COLLECTED FROM A 12" O.D. VALVE LOCATED 

SOUTH Of ACS 7-2. 



NON ASBESTOS 



R-UTC-6321 OUTER CLOTH MATERIAL COLLECTED FROM A 8- O.D. PIPE LOCATED SOUTH OF ACS 

7-2. 



NON ASBESTOS 



R-WTC-6322 OUTER PAPER FOIL AND TAR MATERIAL COLLECTED FROM A tfl* O.D. VALVE SOUTH 

OF ACS 7-2. 



<0X CHRTSOT HE ASBESTOS 



R-UTC-6323 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D, EL SOU LOCATED FROM A 

EAST OF ACS7-2. 



NON ASBESTOS 



R-UTC-6324 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED EAST OF 

ACS 7-2. 



NON ASBESTOS 
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SAMPLE L OCA TIOHS 

ACUITY: WORLD TRADE CENTER 
LOCATION: BUILOIHG: 1 

AREA DESCRIPTION: N.E. QUADRANT -HECHAHICAL EQUIP. RH.C FLOOR: 7 



SAMPLE 
HUKBER 

R-WTC-6325 



LOCATIOH 

OUTER WHITE PLASTER LICE MATERIAL COLLECTED FROM A 6 -O.D. COUPLIHG 
LOCATED EAST Of ACS 7-2. 



RESULT 

HON ASBESTOS 



R-UTC-6326 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED EAST 

OF ACS 7-2. 



HON ASBESTOS 



R-WTC-6327 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.O. ELBOW LOCATED EAST OF 

ACS 7-2. 



HON ASBESTOS 



R-UTC-6328 INNER FIBROUS MATERIAL COLLECTED FROM A 5"O.D. ELBOW LOCATED EAST OF ACS 

7-2. 



HON ASBESTOS 



R-UTC-6329 OUTER WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED 

EAST OF ACS 7-2. 



HON ASBESTOS 



R-WTC-6330 OUTE PAPER AND FOIL MATERIAL COLLECTED FROM A 5" 0.0. PIPE LOCATED EAST 

OF ACS 7-2. 



HON ASBESTOS 



R-UTC-6331 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOU LOCATED EAST OF 

ACS 7-2, 14' ABOVE FLOOR. 



HON ASBESTOS 



l-UTC-6332 INNER FIBROUS MATERIAL COLLECTED FROM A 6" 0.0 . ELBOU LOCATED EAST OF 

ACS 7-2, K' ABOVE FLOOR. 



HON ASBESTOS 



R-WTC-63« 



OUTER PAPER AHO FOIL MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED EAST 
OF ACS 7-2 t U'ABOVE FLOOR. 



HON ASBESTOS 
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.-'ACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH EAST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-6334 OUTER CLOTH MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED EAST OF ACS 

7-2 10* ABOVE FLOOR. 



HON ASBESTOS 



R-UTC-633S INNER FIBROUS MATERIAL COLLECTED FROM 5- 0.0. ELBOW LOCATED EAST OF ACS 

7-2, 10 ABOVE FLOOR. 



NOD ASBESTOS 



R-WTC-6336 PAPER AtiO FOIL LIKE MATERIAL COLLECTED FROM A 5- 0.0. PIPE LOCATED EAST 

OF ACS 7-2, 10* ABOVE FLOOR. 



NOW ASBESTOS 



R-UTC-6337 WHITE PLASTER MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATEO OM COIL 

P7- K. 



HON ASBESTOS 



R-UTC-6338 



CLOTH LIKE MATERIAL COLLECTEO FROM A FREEZE PROTECTOR LOCATED OH COIL 
P7-H. 



HON ASBESTOS 



R-UTC-6339 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 10" O.D. VALVE LOCATEO ON 

COIL P7-14. 



NON ASBESTOS 



I-WTC-6340 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" 0.0. ELBOW LOCATED EAST OF 
ACS 7-14. 



HON ASBE5T0S 



R-WTC-6341 



INNER FIBROUS MATERIAL COLLECTED FROM A 5" 0.0. ELBOW LOCATED EAST OF 
ACS 7-14. 



HON ASBESTOS 



R-WTC-6J42 WHITE PLASTER MATERIAL COLLECTEO FROM A 6" 0.0 COUPLING LOCATED EAST OF 

ACS 7-14. 



NON ASBESTOS 



R-UTC-6343 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTEO FROM A 5" O.D. PIPE 

LOCATEO EAST OF ACS 7-14. 



NON ASBESTOS 



R-UTC-6344 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATEO EAST OF 

ACS 7-14. 



HON ASBESTOS 



R-tfTC-6345 INNER FIBROUS MATERIAL COLLECTEO FROM A 5" O.D. EL SOU LOCATED EAST OF 

ACS 7-14. 



HON ASBESTOS 



R-UTC-6346 WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED EAST OF 

ACS 7-14. 



HON ASBESTOS 



R-UTC-6347 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED 

EAST OF ACS 7-H. 



HON ASBESTOS 
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ASBESTOS MAHAGEMEHT OIVlSIOH SURVEY # 002 
SAMPLE IOCAT10HS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-VTC-6348 



LOCATION RESULT 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED HON ASBESTOS 

EAST OF ACS 7-K. 



R-VTC-65Z4 UHITE PLASTER MATERIAL COLLECTED FROM A U- 0,D, PIPE LOCATED NEAR NORTH 

EAST CORNER AT SC-7-2. 



NOW ASBESTOS 



R-WTC-652S OUTER PAPER AHO FOIL MATERIAL COLLECTED FROM A U« O.D. PIPE NEAR NORTH 

EAST CORNER AT SC-7-2. 



HON ASBESTOS 



R-UTC-6526 CLOTH MATERIAL COLLECTED FROM A 8" O.O. NEAR NORTH EAST CORNER AT SC-7-2 NON ASBESTOS 

R-VTC-6527 OUTER PAPER AHD FOIL MATERIAL COLLECTED FROM A fi M O.D. PIPE LOCATED HEAR HON ASBESTOS 

NORTH EAST CORNER AT SC-7-2. 



R-UTC-6S2& CLOTH MATERIAL COLLECTED FROM A 6" O.O. ELBOU LOCATED HEAR NORTH EAST 

CORNER AT SC-7-2 



MOM ASBESTOS 



R-VTC-6S29 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A S" O.D. PIPE LOCATED NEAR 

NORTH EAST CORNER AT SC-7-2. 



HON ASBESTOS 



R-UTC-6S30 CLOTH MATERIAL COLLECTED FROM A 8" O.D. COUPLING LOCATED HEAR NORTH EAST 

CORNER AT SC-7-2. 



HON ASBESTOS 



R-VTC-6531 WHITE PLASTER MATERIAL COLLECTED FROM A 10* O.D. COUPLING LOCATED HEAR 

KQRTH EAST CORNER AT SC-7-2. 



HON ASBESTOS 



R-UTC-6532 



CLOTH MATERIAL COLLECTED FROM A ft * O.D. ELBOU LOCATED HEAR NORTH EAST 
CORNER AT SC-7-2. 



NON ASBESTOS 
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AC1LITY: WORLD TRADE CENTER 
LOCATION: NORTHEAST QUADRANT 

AREA DESCRIPTION: MECHANICAL EQUIPMENT RM. S.U. QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6305 



LOCATION 

INNER FIBROUS MATERIAL COLLECTED FROM A 6" O.O. ELBOU LOCATED UEST OF 
ACS 7-2. 



RESULT 

HON ASBESTOS 



R-tfTC-6306 OUTER PAPER AM) FOIL LIKE MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED 

UEST OF ACS 7-2. 



MOM ASBESTOS 



< 
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SAMPLE LOCATIONS 

.ACUITY: WORLD TRADE CENTER 

LOCATION: SOUTHWEST QUADRANT BUILDING: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6270 



LOCAT [OH RESULT 

INNER FIBROUS MATERIAL COLLECTED FROM AN 6 H 0,0. PIPE/ELBOW LOCATED WEST NOH ASBESTOS 

OF ACS 7-6. 



R-WTC-6271 OUTER PAPER AND FOIL-LIKE MATERIAL COLLECTED FROM AN 8" 0.0. PIPE WEST 

OF ACS 7-6. 



HON ASBESTOS 



R-WTC-6272 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM AN C"O.0. PIPE UEST OF 

ACS 7-6. 



HON ASBESTOS 



R-UTC-6273 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM A 6* O.D. P1PE/EIBOU LOCATED AT 

THE WEST SIDE OF THE COIL PUMP P 7-6 



HON ASBESTOS 



R-WTC-6274 INNER FIBROUS MATERIAL COLLECTED FROM A 6" 0.0. PIPE/ELBOW LOCATED AT 

THE UEST SIOE OF THE COIL PUMP P 7-6 



NON ASBESTOS 



R-UTC-6275 WHITE PLASTER MATERIAL COLLECTED FROM BE LOU FAEEZE PROTECTOR CENTER OF 

COIL PUMP P 7-6. 



NON ASBESTOS 



R-WTC-6276 PAPER AHO FOIL-LIKE OUTER COVERING COLLECTED FROM A 8" O.D. FITTING 

CENTER OF COIL PUMP P 7-6. 



NON ASBESTOS 



fi-WTC-6277 OUTER CLOTH- LIKE MATERIAL COLLECTED FROM A 6 M O.D. PIPE/ELBOU LOCAT EO 

UEST SIOE OF COIL PUMP P7-6. 



NON ASBESTOS 



R-UTC-627B INNER FIBROUS MATERIAL COLLECTED FROM A 6* 0.0. ELBOU/LOCATED WEST SIDE 

OF COIL PUMP P7-6. 



NON ASBESTOS 



R-UTC-6279 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED EAST 

SIDE OF COIL PUMP P7-6. 



HON ASBESTOS 



B-UTC-6280 INNER FIBROUS MATERIAL COLLECTED FROM A 6" O.D. ELBOU LOCATED EAST SIDE 

OF COIL PUMP P7-6. 



HON ASBESTOS 



R-WTC-6281 OUTER PAPER AND FOIL-LIKE MATERIAL COLLECTEO FROM A 6- O.D. PIPE WEST OF 

COIL PUMP P7-6. 



NON ASBESTOS 



R-UTC-6282 OUTER PAPER AND FOIL-LIKE MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED 

ON THE EAST SIDE OF COIL PUMP P7-6. 



NON ASBESTOS 



R-UTC-6283 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" 0.0. ELBOU WEST SIDE OF 
COIL PUMP P7-6. 



NOH ASBESTOS 
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SAMPLE LOCATIONS 



ACUITY: UORLO TRADE CENTER 
LOCATION: SOU 1 HUES 7 QUADRANT 

AREA DESCRIPTION: MECHANICAL EQUIPMENT RH. S.U. QUADRANT 



SAMPLE 

NUMBER LOCATION 



BUILDING: 1 
FLOOR: 7 

\ 

RESULT 



R-WTC-62W INNER FIBROUS MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED WEST SIDE NON ASBESTOS 

OF COIL PUMP P7-6 

R-WTC-62S5 OUTER CLOTH-LIKE MATERIAL COLLETED FROM A 5" O.D. EL SOU LOCATED EAST OF NON ASBESTOS 

ACS 7-6. 

R-WTC-6266 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED EAST OF NON ASBESTOS 

ACS 7-6. 

R-WTC-6Z87 WHITE PLASTER MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED EAST OF NON ASBESTOS 

ACS 7-6. 

R-WTC-626S OUTER PAPER ANO FOIL-LIKE MATERIAL COLLECTED FROM A 5" 0.0. PIPE LOCATED NON ASBESTOS 

EAST OF ACS 7-6. 

R-WTC-6289 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM A 5- O.D. ELBOW LOCATED EAST OF NON ASBESTOS 

ACS 7-6. 

R-VTC-6290 INNER FIBROUS MATERIAL COLLECTED FROM A 5" 0.0. ELBOW LOCATED EAST OF HON ASBESTOS 

ACS 7-6. 

R-VTC-6291 WHITE PLASTER MATERIAL COLLECTED FROM A 6- O.D. COUPLING LOCATED EAST OF HON ASBESTOS 

ACS 7-6. 

ft-UTC-6292 OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTEO FROM A 5" 0.0. PIPE LOCATED HON ASBESTOS 

EAST OF ACS 7-6. 

R-UTC-6293 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED WEST OF NON ASBESTOS 

ACS 7-2. 

R-WTC-6294 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED WEST OF NON ASBESTOS 

ACS 7-2. 

R-WTC-6Z9S WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED NON ASBESTOS 

WEST OF ACS 7-2. 

R-WTC-6296 OUTER PAPER ANO FOIL-LIKE MATERIAL COLLECTEO FROM A 5" 0.0. PIPE LOCATED HON ASBESTOS 

WEST OF ACS 7-2. 

R-WTC'6297 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED WEST OF HON ASBESTOS 

ACS 7-2. 
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ASBESTOS MANAGEMENT DIVISION SURVEY « 002 

SAMPLE LOCATIONS 



/ACUITY: WORLD TRADE CENTER 
LOCATION; SOUTHWEST QUADRANT 

AREA DESCRIPTION: HECHANICAL EQUIPMENT RH. S.U. QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-629B 



LOOT IOH 

INNER FIBROUS MATERIAL COLLECTED FROM A 5- 0.0. ELBOW LOCATED WEST OF 
ACS 7-2. 



RESULT 

NOH ASBESTOS 



R-VTC-6299 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6- 0.0. COUPLING LOCATED 

WEST OF ACS 7-2. 



NON ASBESTOS 



R-WTC-6300 OUTER PAPER AND FOIL-LIKE MATERIAL COLLECTED FROM A 5 M 0.0. PIPE LOCATED 

UEST OF ACS 7-2. 



NON ASBESTOS 



R-VTC-6301 OUTER CLOTH MATERIAL COLLECTED FROM A 6 M 0.0. ELBOU LOCATED VEST OF ACS 

7-2. 



HON ASBESTOS 



R-UTC-6302 INKER FIBROUS MATERIAL COLLECTED FROM A 6" O.D. ELBOU LOCATED UEST OF 

ACS 7-2. 



WON ASBESTOS 



R-UTC-6303 OUTER PAPER ANO FOIL LIKE MATERIAL COLLECTEO FROM A 6" O.D. PIPE LOCATED 

UEST OF ACS 7-2. 



NON ASBESTOS 



R-WTC-630A 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" 0.0. ELBOU LOCATED UEST OF 
ACS 7-2. 



NON ASBESTOS 
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ACUITY: WORLD TRADE CENTER 
LOCATION: SOUTHWEST QUAD RAH T 
AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM 



BUILDING: 1 
FLOOR: TlH 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-VTC-6251 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM A 5" 0.0. PIPE/ELBOU WEST OF 

ACS 7-6. 



NON ASBESTOS 



R-WTC-6252 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. PIPE/ELBOU VEST OF ACS 

7-6. 



HON ASBESTOS 



R-WTC-6253 WHITE PLASTER MATERIAL COLLECTED FROM 6" O.D. COUPLING LOCATED WEST OF 

ACS 7-6. 



NON ASBESTOS 



R-UTC-6ZS4 OUTER PAPER ANSO FOIL-LIKE MATERIAL COLLECTED FROM A 5* O.D. PIPE LOCATE 

WEST OF ACS 7-6. 



NON ASBESTOS 



R-WTC-6255 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM A 5 M O.D. PIPE/ELBOU LOCATED 

WEST OF. ACS 7-6. 



NON ASBESTOS 



R-WTC-62S6 INNER FIBROUS MATERIAL COLLECTED FROM A 5- O.D. PIPE/ELBOU LOCATED WEST 

OF ACS 7-6. 



HON ASBESTOS 



R-WTC-6Z57 WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED WEST OF 

ACS 7-6. 



NON ASBESTOS 



R-VTC-6256 OUTER PAPER ANO FOIL-LICE MATERIAL COLLECTED FROM A 5" O.D. PIPE VEST OF 

THE ACS 7-6. 



HON ASBESTOS 



R-VTC-6259 OUTER CLOTH -LIKE MATERIAL COLLECTED FROM A 5* 0.0. PIPE/ELBOU LOCATED 

VEST OF ACS 7-6. 



HON ASBESTOS 



R-VTC-6260 INNER FIBROUS MATERIAL COLLECTED FRIOM A 5* 0.0. PIPE/ELBOU LOCATED VET 

OF ACS 7- 6. 



HON ASBESTOS 



R-UTC-6261 WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. PIPE/COUPLING LOCATED 

WEST OF ACS 7-6. 



NON ASBESTOS 



R-VTC-6262 OUTER PAPER AHD FOIL-LIKE MATERIAL COLLECTED FROM A 5- O.D. PIPE LOCATED 

VEST OF ACS 7-6. 



NOW ASBESTOS 



R-WTC-6263 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE/ELBOU LOCATED 

WEST OF ACS 7-6. 



NON ASBESTOS 



t-VTC-6264 



INKER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. PIPE/ELBOU LOCATED VEST 
OF ACS 7-6. 



HON ASBESTOS 



DRAFT COPY ISSUED 05/18/02 



.ITT: WORLD TRADE CENTER 
LOCATION: SOUTHWEST QUADRANT 
AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM 



PORT AUTHORITY OF MY t HJ 
ASBESTOS MANAGEMENT 0IVISIOH 
SAMPLE LOCATIONS 



REPORT * H7 
SURVEY 0 002 



BUILDING: 1 
FLOOR: 7TH 



SAMPLE 
NUMBER 

R-WTC-6265 

R-WTC-6266 

R-WTC-6267 

R-WTC-6268 



LOCAT I OH RESULT 

WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING WEST OF ACS 7-6 HON ASBESTOS 

OUTER PAPER AND FOIL-LIKE MATERIAL COLLECTED FROM A 5 N O.D. PIPE LOCATE NON ASBESTOS 

WEST OF ACS 7*6. 

OUTER CLOTH- LIKE MATERIAL COLLECTED FROM A 8" O.D. PIPE /ELBOW LOCATED NON ASBESTOS 

WEST OF ACS 7-6. 

INNER FIBROUS MATERIAL COLLECTED FROM AN 0" O.D. PIPE/ELBOW LOCATED WEST HON ASBESTOS 

OF ACS 7-6. 



■-UTC-6269 



OUTER CLOTH-LIKE MATERIAL COLLECTED FROM AH 8" O.D. PIPE/ELBOU LOCATED 
WEST OF ACS 7-6. 



NON ASBESTOS 
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ASBESTOS MANAGEMENT DIVISION SURVEY * 003 
SAMPLE IOCAT 10WS 

ACIL ITT: WORLD TRADE CENTER 

LOCATION: BUILDING: t 

AREA DESCRIPTION: SOUTH EAST QUADRANT FLOOR: 7 



SAMPLE 
KUKBER 

R-VTC-M19 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM. A 10" O.D. VALVE/FITTING 
LOCATED ON THE VEST SIDE OF ACS 7-3 



RESULT 

HON ASBESTOS 



R-VTC-6420 OUTER CLOTH, TAR AND PLASTER MATERIAL COLLECT EO FROM A 10" O.D. VALVE 

LOCATED AT WEST OF ACS 7-3 



1-31 CHRYSOT1LE ASBESTOS 



R-UTC-6421 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED VEST OF 

ACS 7-3 



HON ASBESTOS 



R-VTC-6422 INKER FIBROUS MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED UEST OF 

ACS 7-3 



HON ASBESTOS 



R-UTC-t*23 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. COUPLING LOCATED 

UEST OF ACS 7-3 



HON ASBESTOS 



R-UTC-6424 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM AN 8" O.D. PIPE 

LOCATED WEST OF ACS 7-3 



HON ASBESTOS 



S-WTC-6425 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8 H 0.0. ELBOU LOCATED VEST OF 

ACS 7-3 



HON ASBESTOS 



R-VTC-6426 INHER FIBROUS MATERIAL COLLECTED FROM A 8" O.D. ELBOU LOCATED VEST OF 

ACS 7-3 



HON ASBESTOS 



R-VTC-M27 OUTER CLOTH LIKE HATERAL COLLECTED FROM A 5" 0.0. ELBOU LOCATED UEST OF 

ACS 7-3 



NOW ASBESTOS 



R-UTC-6428 INHER FIBROUS MATERIAL COLLECTED FROM A 5" 0.0. ELBOU LOCATED VEST OF 

ACS 7-3 



HON ASBESTOS 



R-VTC-6429 WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED VEST OF 

ACS 7-3 



NOH ASBESTOS 



R-UTC-6430 OUTER PAPER A HO FOIL LIKE MATERIAL COLL C TED FROM A 5" O.D. PIPE LOCATED 

UEST OF ACS 7-3 



HON ASBESTOS 



R-UTC-6431 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED VEST OF 

ACS 7-3 



HON ASBESTOS 



R-U1C-6432 UHER FIBROUS MATERIAL COLLECTED FROM A S" O.D. ELBOU LOCATED UEST Of 

ACS 7-3 



HON ASBESTOS 



. WtfT COPT ISSUED 05/16/92 PORT AUTHORITY OF NY 1 HJ REPORT « H7 

ASBESTOS MANAGEMENT DIVISION SURVEY # 003 
SAMPLE LOCA7 1QMS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: SOUTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-M33 



LOCATION RESULT 

UNITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED ON WEST HON ASBESTOS 

OF ACS 7-3 



R-UTC-6434 OUTER PAPER AND FOIL LIKE HATER IAL COLLECTED FROM A 5" O.D. PIPE LOCATED 

VEST OF ACS 7-3 



NON ASBESTOS 



R-UTC-M35 OUTER PAPER AW) FOIL LIKE MATERIAL COLLECTED 1 FROM A 8" O.D. PIPE LOCATED 

WEST OF ACS 7-3 



NON ASBESTOS 



R-tfTC-6436 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED EAST OF 

ACS 7-10 



NON ASBESTOS 



R-UTC-6437 UH1TE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED EAST OF 

ACS 7-10 



HON ASBESTOS 



«-UTC-6438 OUTER PAPER AND FOIL LIKE MATE IAL COLLECTED FROM A 5- O.D. PIPE LOCATED 

EAST OF ACS 7-10 



NON ASBESTOS 



R-WTC-M39 



OUTER CLOTH LIKE MATERIAL COLLECTEO FROM A 5" O.D. ELBOW LOCATED EAST OF 
ACS 7-10 



HON ASBESTOS 



R-UTC-6U0 



WHITE PLASTER MATE IAL COLLECTED FROM A 6" O.D. COUPLING LOCATED EAST OF 
ACS 7-10 



NON ASBESTOS 



R-UTC-6441 OUTER PAPER FOIL MATERIAL COLLECTED FROM A 5" 0.0. PIPE LOCATED EAST OF 

ACS 7-10 



NON ASBESTOS 



R-UTC-6U2 OUTER PAPER FOIL MATERIAL COLLECTED FROM A 8- O.D. PIPE LOCATED EAST OF 

ACS 7-10 



HON ASBESTOS 



R-WTC-6443 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A B" O.D. PIPE LOCATED EAST OF 

ACS 7-10 



NON ASBESTOS 



R-tfTC-6444 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. COUPLING 

LOCATED EAST OF ACS 7-10 



NON ASBESTOS 



ft-VTC-6445 OUTER PAPER FOIL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED 

EAST OF ACS 7-10 



NON ASBESTOS 



R-UTC-6t<»6 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED EAST OF 
ACS 7-10 



NON ASBESTOS 



DRAFT COPT ISSUED 05/18/92 



POUT AUTHOR ITT OF MY t HJ 
ASBESTOS MAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * H7 
SURVEY f 003 



FACILITY : WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION-. SOUTH EAST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
HUHBER 

R-UTC-6447 



LOCATION RESULT 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" 0.0. ELBOW LOCATED EAST OF NON ASBESTOS 

ACS 7-10 



R-UTC-6448 CUTER CLOTH LIKE MATERIAL, COLLECTED FROM A 12" 0.0. VALVE LOCATED EAST 

OF ACS 7-10 



HON ASBESTOS 



R-WTC-6449 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" 0.0. ELBOW LOCATED EAST OF 

ACS 7-10 



HON ASBESTOS 



R-UTC-&450 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" 0.0. 

VALVE/F1TT1HG LOCATED EAST OF COIL PUMP P 7-10 



NON ASBESTOS 



R-WTC-6451 WHITE PLASTER MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED EAST OF 

COIL PUMP P 7-10 



HON ASBESTOS 



"-WTC-M5Z CEMEHTITIOUS MATERIAL COLLECTED FROM THE BASE OF A VALVE EAST SIDE OF P 

7-10 



HON ASBESTOS 



R-WTC-64S3 OUTER PAPER FOIL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED 

WEST SIOE IF COIL PUMP P 7-10 



NON ASBESTOS 



JRAFT COPY ISSUED 05/18/92 POUT AUTHORITY Of HY 1 HJ REPORT f U7 

ASBESTOS MANAGEMENT DIVISION SURVEY f 004 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: SOUTHWEST OUADRANT BUILDING: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 71 H 



SAMPLE 
HUHBER 

R-WTC-6454 



LOCATION 

OUTER PAPER FOIL LIKE MATERIAL COLLECTED FROM A 8" O.D. PIPE LOCATED 
EAST OF ACS 7-8. 



RESULT 

WON ASBESTOS 



R-UTC-6455 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8- O.D. ELBOW LOCATED EAST OF 

ACS 7-8. 



HON ASBESTOS 



R-WTC-6456 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5- O.D. ELBOW LOCATED EAST OF 

ACS 7-8. 



HON ASBESTOS 



R-UTC-6457 WHOTE PLASTER MATERIAL COLLECTED FROM A 6 "O.D. COUPLING LOCATED EAST OF 

ACS 7-8, 



HON ASBESTOS 



R-WTC-6458 OUTER PAPER FOIL LIKE MATERIAL COLLECTED FROM A 8 M O.D. PIPE LOCATED 

EAST OF ACS 7-8. 



HON ASBESTOS 



•-WTC-W59 OUTER CLOTH LIKE MATERIAL COLLECEO FROM A 5 "O.D. ELBOW LOCATED EAST OF 

ACS 7-8. 



HON ASBESTOS 



R-UTC-6460 WHITE PLASTER MATERIAL COLLECTED FROM A 6 M O.D. COUPLING LOCATED EAST OF 

ACS 7-8. 



HON ASBESTOS 



t-UTC-6461 OUTER PAPER FOIL MATERIAL COLLECTED FROM A 8" 0.0. PIPE LOCATED EAST OF 

ACS 7-8. 



KOH ASBESTOS 



R-VTC-6462 OUTER PAPER FOIL MATERIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED EAST 

SIDE OF COIL PUMP P 7-8. 



HON ASBESTOS 



R-WTC-M63 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. FITTING BELOW FREEZE 

PROTECTOR WEST SIDE OF COIL PUMP 7-8. 



NON ASBESTOS 



R-WTC-64M WHITE PLASTER MATERIAL COLLECTED FROM A 10" O.D. VALVE/FITTING LOCATED 

WEST SIDE OF PUMP P 7-8. 



NON ASBESTOS 



R-WTC-646S OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW ABOVE COIL PUMP 

NORTH OF ACS 7-B. 



NON ASBESTOS 



R-WTC-6466 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6- 0.0. ELBOW ABOVE COIL PUMP 

NORTH OF ACS 7-8. 



HON ASBESTOS 



R-WTC-6467 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" 0.0. FITTING LOCATED WEST 
SIDE OF ACS 7-8. 



NON ASBESTOS 



- DRAFT COPT ISSUED 05/18/92 



POBT AUTHORITY OF MY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 147 
SURVEY # 004 



r'ACILlTY: WORLD TRADE CENTER 

LOCATION: SOUTHWEST QUADRANT BUILDING: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 77K 



SAMPLE 
HUMBER 



LOCAT ION 



RESULT 



R-UTC-6468 WHITE PLASTER MATERIAL COLLECTED FROM A 6- 0.0. COUPLING LOCATED WEST 

SIDE OF ACS 7-8. 



HON ASBESTOS 



R-UTC-6469 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 8" O.D. PIPE LOCATED WEST 

SIDE OF THE ACS 7-8. 



HON ASBESTOS 



ft-UTC-6470 OUTER CLOTH MATERIAL COLLECTED FROM AH 8" O.D. ELBOU LOCATED WEST SIDE 

OF THE ACS 7-fl. 



HON ASBESTOS 



R-UTC-M71 WHITE PLASTER MATERIAL COLLECTED FROH A 6- 0.0. COUPLING LOCATED WEST 

SIDE OF ACS 7'8. 



HON ASBESTOS 



R-UTC-6472 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM AN B N O.D. PIPE LOCATED 

VEST SIDE OF ACS 7-8. 



NOW ASBESTOS 



♦-UTC-6473 OUTER CLOTH MATERIAL COLLECTED FROH A 5" 0.0. ELBOU LOCATED EAST OF ACS 

7-4. 



HON ASBESTOS 



R-UTC-6474 



WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED EAST OF 
ACS 7-4. 



HON ASBESTOS 



R-WTC-6473 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 8- O.D. PIPE LOCATED 

EAST OF ACS 7-4. 



HON ASBESTOS 



R-UTC-647& OUTER CLOTH MATERIAL COLLECT EO FROH A 5- 0.0. ELBOU LOCATEO EAST OF ACS 

7-4. 



HON ASBESTOS 



R-UTC-W77 WHITE PLASTER MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED EAST OF 

ACS 7-4. 



HON ASBESTOS 



R-UTC-647B OUTER CLOTH MATERIAL COLLECTED FROM A 8"0.D. PIPE LOCATED EAST OF ACS 

7-4. 



HON ASBESTOS 



R-WTC-6479 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED ON 

COIL PUMP P 7-4. 



HON ASBESTOS 



R-UTC-64B0 WHITE PLASTER MATERIAL COLLECTED FROM A 10* O.D. COUPLIHG LOCATED OH 

COIL PUMP 9 7-4. 



HON ASBESTOS 



R-WTC-6481 CEHENTITIOUS MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED ON COIL 

PUMP P 7-4. 



HON ASBESTOS 



DRAFT COPT ISSUED 05/16/92 



PORT AUTHORITY OF NY f HJ 
ASBESTOS MAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 147 
SURVEY # 004 



■ Xlim-. WORLD TRADE CENTER 

LOCATION: SOUTHWEST QUADRANT BUILD IMC: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 7TH 



SAMPLE 
NUH8ER 

t-WTC-6482 



LOCATION 

OUTER CLOTH MATERIAL COLLECTED FROM A 6- 0.0. FITTING BE LOU THE FREEZE 
PROTECTOR. OH COIL PUMP P 7-4 



RESULT 

NON ASBESTOS 



R-WTC-6483 OUTER PAPER ANO FOIL MATERIAL COLLECTED FROM A 6" O.O. PIPE LOCATED OH 

COIL PUMP P 7-4 



HON ASBESTOS 



R-VTC-6464 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED ON 

COIL PUMP P 7-4 



NON ASBESTOS 



R-WTC-64SS OUTER CLOTH MATERIAL COLLECTED FROM A 6* O.D. ELBOW LOCATED ON COIL PUMP 

P 7-4. 



HON ASBESTOS 



R-WTC-64fi6 OUTER CLOTH MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED ON COIL PUMP 

P 7-4. 



NOM ASBESTOS 



••UTC-64S7 OUTER PAPER ANO FOIL MATERIAL COLLECTED FROM A 6 H O.O. PIPE LOCATED ON 

THE EAST SIDE OF ACS 7-11. 



NOW ASBESTOS 



R*VTC-646& OUTER PAPER ANO FOIL MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED ON 

THE EAST SIOE OF ACS 7-11. 



NON ASBESTOS 



R'UTC-6489 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED ON 

THE EAST END OF COIL PUMP P 7-11. 



NON ASBESTOS 



R-UTC-6490 WHITE PLASTER MATERIAL COLLECTED FROM A 12" O.D. VALVE LOCATED ON COIL 

PUMP P 7-11. 



NON ASBESTOS 



R-WTC-W91 CEMENT IT 10US MATERIAL COLLECTED FROM A 12 H 0.0. VALVE LOCATED OH COIL 

PUMP P 7-11. 



HON ASBESTOS 



R-WTC-6492 OUTER CLOTH MATERIAL COLLECTED FROM BELOW A FREEZE PROTECTOR LOCATED OH 

COIL PUMP P 7-11. 



NON ASBESTOS 



R-WTC-6493 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 10" O.D. PIPE, BENEATH 

FREEZE PROTECTOR ON COIL PUMP P 7-11. 



HON ASBESTOS 



R-WTC-6494 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6 H O.D. PIPE LOCATED ON 

COIL PUMP 7-11. 



NON ASBESTOS 



R-WTC-649S 



OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED ON 
THE WEST SIDE OF ACS 7-11. 



HON ASBESTOS 
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ASBESTOS MANAGEMENT DIVISION SURVEY t OK 
SAMPLE LOCATIONS 

AC1LITT: WORLD TRADE CEMTER 

LOCATION: SOUTHWEST QUADRANT BUILDING: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 7TH 



SAMPLE 
HUKBEil 

R-VTC-6496 



IOCAUW 

OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED OH 
THE VEST SIDE OF ACS 7-11. 



RESULT 

HON ASBESTOS 



R-UTC-6497 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 14" O.D. COUPLING LOCATED 

WEST OF ACS 7-8. 



HON ASBESTOS 



R-UTC-6498 WHITE PLASTER MATERIAL COLLECTED FROM A K- O.D. COUPLING LOCATED UEST 

OF ACS 7-8. 



HON ASBESTOS 



R-WTC-M99 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED UEST 

OF ACS 7-8. 



UOH ASBESTOS 



R-WTC-6500 OUTER CLOTH L IKE MATERIAL COLLECTED FROM A 6" EL SOU LOCATED UEST OF ACS 

7-8. 



HON ASBESTOS 



R-UTC-6S01 WHITE PASTER MATERIAL COLLECTED FROM A 10** O.D. VALVE LOCATED VEST OF 

ACS 7-8. 



HON ASBESTOS 



R-WTC-6502 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8" O.D. ELBOW LOCATED WEST OF 

ACS 7-8. 



HON ASBESTOS 



R-VTC-6503 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED WEST OF 

ACS 7-8. 



HON ASBESTOS 



R-VTC-6504 WHITE PLASTER MATERIAL COLLECTED FROM A 5- O.D. COUPLING LOCATED WEST OF 

ACS 7-8. 



HON ASBESTOS 



R*WTC-6505 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED EAST OF 

ACS 7-11. 



HON ASBESTOS 



R-VTC-6506 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED EAST 

OF ACS 7-11. 



NON ASBESTOS 



fi-UTC-6507 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED EAST OF 

ACS 7-11. 



HON ASBESTOS 



R-UTC-6508 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED 

EAST OF ACS 7-11. 



NON ASBESTOS 



R-WTC-6509 OUTER PAPER A NO FOIL MATERIAL COLLECTED FROM A 12" O.O. VALVE LOCATED 

EAST OF ACS 7-11. 



HON ASBESTOS 



. DRAFT COPT ISSUED 05/18/92 PORT AUTHORITY OF NY t NJ REPORT # K7 

ASBESTOS MAHAGEMEHT DIVISION SURVEY « 004 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: SOUTHWEST QUADRANT BUtLDUG: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 7TH 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-6510 WHITE PLASTER MATERIAL COLLECTED FROM A 12" O.D. VALVE LOCATED EAST OF 

ACS 7-11. 



HON ASBESTOS 



R-WTC-6511 OUTER CLOTH MATERIAL COLLECTED FROM A 12" O.D. VALVE LOCATED EAST Of ACS 

7-11. 



NON ASBESTOS 



R-UTC-6512 OUTER CLOTH- LICE MATERIAL COLLECTED FROM AH 8" O.O. ELBOU LOCATED VEST 

Of ACS 7-U. 



NON ASBESTOS 



R-VTC-6513 OUTER PAPER A MO FOIL MATERIAL COLLECTED FROM AM 8" O.D. PIPE LOCATED 

WEST OF ACS 7-11. 



NON ASBESTOS 



R-UTC-6SK OUTER CLOTH- LIKE MATERIAL COLLECTED FROM AN 8" O.D. ELBOW LOCATED UEST 

OF ACS 7-U. 



HON ASBESTOS 



R-UTC-6515 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM AM 8" O.D. PIPE LOCATED 

UEST OF ACS 7-11. 



NON ASBESTOS 



R-UTC-6516 OUTER CLOTH-LIKE MATERIAL COLLECTED FROM AN 8" O.D. ELBOU LOCATED NEAR 

UEST WALL RISERS AT SC 7-1. 



HON ASBESTOS 



R -UK -65 17 WHITE PLASTER MATERIAL COLLECTED FROM A 12" O.D. COUPLING LOCATED HEAR 

VEST WALL RISERS AT SC 7- 1 . 



HON ASBESTOS 



R-UTC-651B OUTER CLOTH-LICE MATERIAL COLLECTED FROM BELOU FREEZE PROTECTOR NEAR 

VEST UALL RISERS AT SC 7-1. 



UOH ASBESTOS 



R-UTC-6519 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM AH 8- 0.0. PIPE LOCATED 

HEAR THE UEST UALL RISERS AT SC 7-1. 



HON ASBESTOS 



R-VTC-6S20 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A U" O.D. PIPE LOCATED 

HEAR THE UEST UALL RISERS AT SC 7-1. 



HON ASBESTOS 



R-VTC-6521 WHITE PLASTER MATERIAL COLLECTED FROM A K" O.D. VALVE LOCATED NEAR THE 

UEST UALL RISERS AT SC 7-1. 



NON ASBESTOS 



R-VTC-6S22 CLOTH-LIKE MATERIAL COLLECTED FROM AN 0" O.D. ELBOU LOCATED NEAR VEST 

UALL RISERS AT SC 7-1. 



NON ASBESTOS 



fi-VTC-6523 



PAPER AMD FOIL MATERIAL COLLECTED FROM 8" 0.0. PIPE LOCATED NEAR VEST 
UALL RISERS AT SC 7-1. 



HON ASBESTOS 
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ASBESTOS MANAGEMENT DIVISION SURVEY f 005 
SAMPLE LOCATIONS 

ACUITY: WORLD TRADE CENTER 

LOCATION: SOU T HUE ST QUADRANT BUILDING: 1 

AREA DESCRIPTION: MECHANICAL EQUIPMENT ROOM FLOOR: 7TH 



SAMPLE 
NUMBER 

R-UTC-6533 



LOCATION RESULT 

CLOTH MATERIAL COLLECTED FROM A 12" 0.0. ELBOW LOCATED SOUTH SIDE OF THE NOH ASBESTOS 

ROOM. 



R-VTC-653A UHITE PLASTER MATERIAL COLLECTED FROM A 18" O.D. COUPLING LOCATED SOUTH 

SIDE OF THE ROOM. 



NOH ASBESTOS 



R -UK -6535 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 18- O.D. PIPE LOCATED 

SOUTH SIDE OF THE ROOM. 



NOH ASBESTOS 



■•UTC-6536 OUTER CLOTH MATERIAL COLLECTED FROM A 18" O.D. VALVE LOCATED SOUTH SIDE 

OF THE ROOM. 



HON ASBESTOS 



R-UTC-6537 OUTER CLOTH MATERIAL COLLECTED FROM A 24" 0.0. ELBOW OH RISER OH UEST 

SIDE OF THE ROOM. 



NOH ASBESTOS 



R-UTC-6538 



OUTER PAPER FOIL A MO TAR MATERIAL COLLECTED FROM A 24" O.D. RISER 
LOCATED THE WEST SIDE OF THE ROOM. 



NOH ASBESTOS 



R-UTC-6550 OUTER PAPER FOIL AND TAR MATERIAL COLLECTED FROM A 32" 0.0. PIPE RISER 

LOCATED IN AIR PLENUM. 



NOH ASBESTOS 



R-WTC-6551 



OUTER PAPER FOIL AND TAR MATERIAL COLLECTED FROM A 32** O.D. PIPE RISER 
LOCATED IN AIR PLENUM. 



NOH ASBESTOS 



DRAFT COPY ISSUED 0S/1B/9Z 



PORT AUTHORITY Of NT t MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY # 



147 

006 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL SOUTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-WTC-&S39 OUTER PAPER AKO FOIL MATERIAL COLLECTED FROM A W O.D. PIPE LOCATED 

NORTH OF ACS 7-10, 20' ABOVE FLOOR IN I.E. QUADRANT 



HON ASBESTOS 



R-UTC-6540 WHITE PLASTER MATERIAL COLLECTEO FROM A 24" O.D. COUPLING LOCATED NORTH 

OF ACS 7-10 20' ABOVE FLOOR IN SOUTH EAST QUADRANT 



HON ASSESTOS 



R-UTC-6541 CLOTH MATERIAL COLLECTED FROM A 20" O.D. VALVE LOCATED NORTH Of ACS 7-10 

20 ABOVE FLOOR IN SOUTH EAST QUADRANT 



NOH ASBESTOS 



R-UTC-6542 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 24" O.D. COUPLING LOCATED 

NORTH OF ACS 7-10 20' ABOVE FLOOR IN SOUT EAST QUADRANT. 



HON ASBESTOS 



R-VTC-6543 WHITE PLASTER MATERIAL COLLECTED FROM A 24" O.D. VALVE COUPLING LOCATED 

NORTH OF ACS 7-B 20* ABOVE FLOOR U SOUTH EAST QUADRANT. 



RON ASSESTOS 



"-UTC-6573 



MOLDED SECTION MATERIAL COLLECTED FROM A 12" O.D: PIPE LOCATED 20* FROM 
EAST UALL SOUTH OF ACS 7-11 UPPER LEVEL, SOUTH EAST QUADRANT . 



3SX CHRYSOTILE ASBESTOS 



DRAFT COPT ISSUED 05/18/9? PORT AUTHORITY OF NT I HJ REPORT » 147 

ASBESTOS MANAGEMENT DIVISION SURVEY f 007 

SAMPLE LOCATIONS 



rAClLlTY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AJtEA DESCRIPTION: UPPER LEVEL SOUTH UEST QUADRANT fLOORi 7 



SAHPLE 1 

WJHSER LOCATION RESULT 

H-UTC-6544 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 18' O.D. PIPE LOCATED HON ASBESTOS 

EAST Of ACS 7-8 20' ABOVE FLOOR IN SCUT UEST QUADRANT. 

R-UTC-6545 MOLDED SECTION MATERIAL COLLECTED FROM A 18" 0.0. PIPE LOCATED EAST OF 40X CHRTSOTILE ASBESTOS 

ACS 7-8 20* ABOVE FLOOR IN SOUT WEST QUADRANT. 



R-UTC-6572 GREY MOLDED SECTION MATERIAL COLLECTD FROM A 12" O.D. PIPE LOCATED NORTH 60X CHRTSOTILE ASBESTOS 

OF ACS 7-11 UPPER LEVEL SOUTH UEST QUADRANT. 



t 
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ASBESTOS MANAGEMENT DIVISION SURVEY * 008 
SAMPLE IOC AT 10WS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILD I KG: 1 

AREA DESCRIPTION: UPPER LEVEL NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-tfTC-6546 



LOCATION 

OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 16" 0.0. PIPE LOCATED 
SOUTH OF ACS 7-13 20* ABOVE FLOOR IN NORTH WEST QUADRANT. 



RESULT 

HON ASBESTOS 



R-UTC-6547 MOLDED SECTION MATERIAL COLLECTED FROM A 12" O.D. PIPE LOCATED SOUTH OF 

ACS 7-13 20* ABOVE FLOOR IN NORTH WEST QUADRANT. 



4SX CHRYOTILE ASBESTOS 



R-U7C-656V OUTER PAPER AND FOIL LICE MATERIAL COLLECTED FROM A 16" O.D. PIPE 

LOCATED SOUTH OF ACS 7-13 UPPER LEVEL NORTH WEST QUADRANT . 



NOW ASBESTOS 



R-UTC-6570 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 16" 0.0. PIPE 

LOCATED SOUTH OF ACS 7-13 UPPER LEVEL NORTH WEST QUADRANT. 



HOW ASBESTOS 



■-U7C-6571 



MOLDED SECTION MATERIAL COLLECTED FROM A 16" 0.0. PIPE LOCATED SOUTH OF 
ACS 7-13 UPPER LEVEL NORTH WEST QUADRANT. 



1-3% AMOS1TE ASBESTOS 
35X CHRYSOTILE ASBESTOS 



DRAFT COPY ISSUED 05/16/92 PORT AUTHORITY OF NT 1 HJ REPORT * 147 

ASBESTOS MANAGEMENT DIVISION SURVEY f 009 
SAMPLE LOCATIOHS 

ACILITY: UORLD TRACE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL NORTH EAST QUADRANT FLOOR: 7 



SAHPU 
NUMBER 

R-UTC-6548 



LOCATION 

OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 16" O.D. PIPE LOCATED 
UEST OF ACS 7-6 20' ABOVE FLOOR IN NORTH EAST QUAD. 



RESULT 

NOW ASBESTOS 



R-tfTC-6549 MOLDED SECTION MATERIAL COLLECTED FROM A 16- O.O. PIPE LOCATED UEST OF 

ACS 7-6 20* ABOVE FLOOR IN NORTH EAST QUAD. 



401 CHRYSOTILE ASBESTOS 



R-tfTC-6574 MOLDED SECTION MATERIAL COLLECTED FROM A 16" O.D. PIPE LOCATED SC 7-2 20 

ABOVE FLOOR NEAR NORTH EAST CORNER. 



35X CHRYSOTILE ASBESTOS 



( 
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ASBESTOS MANAGEMENT DIVISION SURVET * 010 
SAMPLE LOCATIONS 

ACUITY: UOftLO TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER LEVEL SOUTH WEST QUADRANT FLOOR: 7 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



R-WTC-6553 INNER FIBROUS MATERIAL COLLECTED FSOH A 3- O.D. PIPE LOCATED WEST OF 

7-U 5 FEET FROM NORTH UEST CORNER 



NON ASBESTOS 



R-WTC-6554 OUTER PAPER AHO FOIL LIKE MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED 

WEST OF ACS 7-13 5 FEET NORTH WEST CORNER. 



HON ASBESTOS 



R-WTC-6555 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM 3° O.D. PIPE LOCATED 

WEST OF ACS 7-13 S FEET HEAR WEST WALL. 



NON ASBESTOS 



R-WTC-6556 INNER FIB MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED WEST OF WEST OF 

ACS 7-13 5 FEET NEAR WEST WALL. 



HON ASBESTOS 



R-WTC-6557 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED WEST 

WEST OF ACS 7-13 5 FEET HEAR WEST WALL. 



HON ASBESTOS 



R-WTC-6558 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" 0.0. PIPE LOCATEO WEST 

WEST OF HOT WATER HEATER * 2 NEAR WEST WALL. 



HON ASBESTOS 



R-UTC-6559 INNER FIBROUS MATERIAL COLLECTED FROM 3" O.D. PIPE/VALVE LOCATED WEST OF 

HOT WATER HEATER # 2 HEAR WEST WALL. 



NON ASBESTOS 



R-UTC-6S60 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED 

WEST Of HOT WATER HEATER ft 2 HEAR WEST WALL. 



HON ASBESTOS 



R-WTC-6561 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

EAST OF ACS 7-13 HEAR NORTH WALL. 



HON ASBESTOS 



R-WTC-6562 INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF 

ACS 7-13 NEAR NORTH WALL. 



NON ASBESTOS 



R-UTC-6563 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED 

EAST OF ACS 7-13 NEAR NORTH WALL. 



HON ASBESTOS 



R-tfTC-6564 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3- O.D. PIPE LOCATED 

EAST OF ACS 7-13 HEAR NORTH WALL- 



NON ASBESTOS 



R-WTC-6565 INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF ACS 

7-5 HEAR NORTH WALL. 



NON ASBESTOS 



R-WTC-6566 



OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3- 0.0. PIPE LOCATED 
EAST OF ACS 7-5 HEAR NORTH WALL. 



NOW ASBESTOS 



DRAFT COPT ISSUED OS/1B/9Z 



POUT AUTHORITY Of NT t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY * 



147 
010 



ACUITY: UOftLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: LOWER LEVEL SOUTH UEST OUAORAHT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6567 



LOCATION RESULT 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.O. PIPE LOCATED HON ASBESTOS 

EAST OF ACS 7-9 NEAR NORTH UALL. 



R-UTC-6568 OUTER PAPER AND FOIL LIKE MATERIAL COUECTED FROM A 3* O.D. PIPE LOCATED HON ASBESTOS 

EAST OF ACS 7-9 NEAR NORTH UALL. 
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ASBESTOS MANAGEMENT DIVISION SURVEY M 010 
SAMPLE LOCATIONS 

aCILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL SOUTH WEST QUAORAHT FLOOR: 7 



SAMPLE 

NUMBER LOCATION RESULT 

R-UTC-6552 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED NON ASBESTOS 

UEST OF ACS 7-13 5 FEET FROM NORTH UEST CORNER. 
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ASBESTOS MANAGEMENT DIVISION SURVEY * 001 
SAMPLE LOCATIONS 

ICILITY: WORLD TRADE. CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6226 



LOCATION 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM 5* O.D. PIPE LOCATED 
WEST OF ACS 7-9 



RESULT 

HON ASBESTOS 



R*UTC-«17 CUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6- O,0. COUPLING 

LOCATED WEST OF ACS 7-9 



WON ASBESTOS 



R-WTC-6Z26 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE ELBOW LOCATED 

WEST OF ACS 7-9 



HON ASBESTOS 



R-WTC-6229 INNER FIBROUS MATERIAL COLLECTED FROM A S M O.O. ELBOU LOCATED WEST OF 

ACS 7-9 



HON ASBESTOS 



R-UTC-6230 OUTER PAPER AND FOIL AND TAR LICE MATERIAL COLLECT EO FROM A 5" O.D. 

ELBOW LOCATED WEST OF ACS 7'9 



HON ASBESTOS 



R-WTC-6231 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6" O.D. COUPLING LOCATED 

WEST OF ACS 7-9 



NOH ASBESTOS 



R-VTC-6232 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED VEST OF 

ACS 7-9 



HON ASBESTOS 



R-WTC-6233 INNER FIBROUS MATERIAL COLLECTED FROM A 8- O.O. ELBOW LOCATED WEST OF 

ACS 7-9 



HON ASBESTOS 



R-WTC-6234 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 8" O.D. COUPLING/VALVE 

LOCATED WEST OF ACS 7-9 



HON ASBESTOS 



R-WTC-6235 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED WEST OF 

ACS 7-9 



HON ASBESTOS 



R-UTC-6236 INNER FIBROUS MATERIAL COLLECTED FROM A 5" O.O. ELBOU LOCATED WEST OF 

ACS 7-9 



HON ASBESTOS 



R-WTC-6237 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED WEST Of 

ACS 7-9 



HON ASBESTOS 



R'WTC-623S OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 10 M O.O. VALVE 

LOCATED WEST OF ACS 7-9 



HON ASBESTOS 



R-WTC-6239 OUTER WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 10" 0.0. VALVE 

LOCATED WEST OF ACS 7-9 



HON ASBESTOS 



f 
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ASBESTOS MANAGEMENT DIVISION SURVEY « 001 
SAMPLE LOCATIONS 

CILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-WTC-6Z40 OUTER PAPER AHO FOIL LICE MATERIAL COLLECTED FROM A 8* O.O. PIPE LOCATED 

WEST OF ACS 7-9 



HON ASBESTOS 



R-WTC-624T OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED 

WEST OF ACS 7-9 



HON ASBESTOS 



R-UTC-6Z42 OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 6" O.O. PIPE LOCATED 

WEST OF ACS 7-9 



HON ASBESTOS 



R-WTC-620 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. ELBOW LOCATED WEST OF 

ACS 7-9 



NON ASBESTOS 



R-WTC-6244 



INNER FIBROUS MATERIAL COLLECTED FROM A 5" 0.0. ELBOW LOCATED WEST OF 
ACS 7-9 



NON ASBESTOS 



R-UTC-6245 OUTER PAPER ANO FOIL LIKE MATERIAL COLLECTED FROM A S N O.D. PIPE LOCATED 

WEST OF ACS 7-9 



NON ASBESTOS 



R-WTC-6246 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. FITTING LOCATED SOUTH 

END OF ACS 7-9 



NON ASBESTOS 



R-WTC-624.7 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED 

SOUTH END OF ACS 7-9 



NON ASBESTOS 



R-WTC-6248 CEHEHTITIOUS MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED SOUTH OF 

ACS 7-9 



NON ASBESTOS 



ft-WTC-6249 CUTER CLOTH LIKE MATERIAL COLLECTED FROM THE BASE OF A FREEZE PROTECTOR 

SOUTH OF ACS 7-9 



HON ASBESTOS 



R-WTC-6250 



OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 6" O.O. PIPE LOCATED 
SOUTH OF ACS 7-9 



NON ASBESTOS 



ORAFT COPT ISSUED 05/1B/92 



PORT AUTHORITY Of NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 14? 
SUV VET M 011 



ACILITT: UORLO TRADE CEKTER 
LOCATION: 

AREA DESCRIPTION: WORTH EAST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-65W 



LOCAT10H RESULT 

OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED MOM ASBESTOS 

WEST OF ACS 7-6 



R-UTC-6585 INNER FIBROUS MATERIAL COLLECTED FROM A 3 M O.D. PIPE LOCATED UEST OF ACS 

7-6 



HON ASBESTOS 



R-UTC-6586 CUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED UEST 

OF ACS 7-6 



HOW ASBESTOS 



R-UTC-6567 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST 

OF ACS 7-6 



HON ASBESTOS 



R-UTC-658* INNER FIBROUS MATERIAL COLLECTED FROM A FROM A 3" O.D. PIPE LOCATED EAST 

OF ACS 7-6 



HON ASBESTOS 



R-VTC-6589 OUTER PAPER AMD FOIL LI ICE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

EAST OF ACS 7-2 



HON ASBESTOS 



R-UTC-6590 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

EAST OF ACS 7-14 



HON ASBESTOS 



R-UTC-6591 



INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF ACS 
7-14 



HON ASBESTOS 



R-UTC-6592 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

EAST OF ACS 7-14 



1-3X CHRYSOTILE ASBESTOS 



R-UTC-6593 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED 

EAST OF ACS 7-14 



NOH ASBESTOS 



R-WTC-6594 INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF ACS 

7-14 



HON ASBESTOS 



R-UTC-6595 OUTER PAPER AND FOIL LICE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

EAST OF ACS 7-14 



HON ASBESTOS 



R-UTC-6596 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED 

EAST OF ACS 7-14 



HON ASBESTOS 



R-UTC-6597 INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF ACS 

7-14 



HON ASBESTOS 



t 
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ASBESTOS MANAGEMENT 01VIS1QH SURVEY # Oil 
SAMPLE I PC ATI QMS 

■■ACUITY : UORLD TRADE CENTER 

LOCATION: BUILDING: \ 

AREA DESCRIPTION: NORTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

ft-UTC-6598 



LOCATION 

OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A 3" 0.0. PIPE EAST OF ACS 
7-14 



RESULT 

HON ASBESTOS 



R-UTC-6599 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A fl" O.D. P1PE/ELB0U LOCATED AT 

THE NORTH END OF PUMP P 7-3 SECTION 9-24 



HON ASBESTOS 



R-VTC-6600 lHMEft FIBROUS MATERIAL COLLECTED FROM AH 6- O.D. EL10U LOCATED AT THE 

NORTH END OF PUMP P 7-3 SECTION 9-24 



HON ASBESTOS 



R-WTC-6601 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. PIPE 

LOCATED AT THE NORTH END OF PUMP P 7-3 SECTION 9-24 



HON ASBESTOS 



R-UTC-6602 OUTER CLOTH LIKE MATERIAL COLLECTED A 10" 0.0. ELBOU LOCATED AT THE 

HOtltt EHO Of PUMP P 7-3 SECTION 9-24 



HON ASBESTOS 



R-UTC-6603 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. PIPE 

LOCATED AT THE WORTH EHO OF PUMP P7-3 SECTION 9-24 



HON ASBESTOS 



R-UTC-6604 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. PIPE 

LOCATED AT THE HORTH END OF PUMP P7-3 SECTION 9-24 



HON ASBESTOS 



R-WTC-6605 CUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. ELBOU LOCATED AT THE 

NORKT END OF PUMP P7-3 SECTION 9-24 



HON ASBESTOS 



R-WTC-6606 OUTER PAPER AND FOIL LIKE MATEIAL COLLECTED FROM A 10" O.D. PIPE LOCATED 

AT NORTH END OF PUMP P7-3 SECTION 9-24 



HON ASBESTOS 



R-UTC-6607 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. ELBOU LOCATED AT THE 

NORTH END OF PUMP P7-3 SECTION 9-24 



HON ASBESTOS 



t-l/TC-6608 INNER FIBROUS MATERIAL COLLECTED FROM A 10" O.D. ELBOU LOCATED AT THE 

NORTH END OF PUMP P7-3 SECTION 9-24 



HON ASBESTOS 



R-VTC-6609 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. PIPE 

LOCATED AT THE HORTH END OF PUHP P 7-3 SECTION 9-24 



HON ASBESTOS 



R-UTC-6610 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING LOCATED 

AT THE HORTH END OF PUMP P 7-3 SECTION 9-24 



HON ASBESTOS 



B-UTC-6611 



WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" 0.0. VALVE /HOUSING 
LOCATED AT THE NORTH END OF PUMP P 7-3 SECTION 9-24 



HON ASBESTOS 



ORAFT COPT ISSUED 0S/1B/92 



PWT AUTHORITY Of NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SW16J LOCATIONS 



REPORT # K7 
SURVEY f 011 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH EAST QUADRANT 



BUILDING: \ 
FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6612 



LOCATION 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING 
LOCATED AT THE NORTH END OF PUMP P 7-3 SECTION 9-24 



RESULT 

HON ASBESTOS 



R-UTC-6613 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. ELBOW LOCATED AT THE 

SOUTH END OF END OF PUMP P 7- 3 SECT ION 9-24 



HON ASBESTOS 



R-WTC-6&14 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED /ROM A Id" O.D. COUPLING 

LOCATED AT THE SOUTH END OF PUMP P 7-3 SECTION 9-24 



NOW ASBESTOS 



R-WTC-661S WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16** O.D. COUPLING LOCATED 

AT THE SOUTH END OF PUMP P 7-3 SECTION 9-24 



NON ASBESTOS 



R-VTC-6616 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 12" O.D. VALVE LOCATED AT 

THE SOUTH END OF PUMP P 7-3 SECTION 9-24 



HON ASaESTOS 



-VTC-6617 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10 M O.D. ELBLOW LOCATED AT 

THE SOUTH END OF PUMP P 7-4 SECTION 9-24 



NON ASBESTOS 



R-VTC-661S OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING 

LOCATED AT THE SOUTH END OF PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-VTC-6619 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING LOCATED 

AT THE SOUTH £HO OF PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-UTC-6620 OUTER PAPER A NO FOIL LIKE MATERIAL COLLECTED FROM A 16" O.D. PIPE 

LOCATED AT THE SOUTH END Of PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-WTC-6621 WHITE PLASTER LIKE MATERIAL COLLECTED f ROM A 16" O.D. COUPLING LOCATED 

AT THE SOUTH END Of PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-UTC-6622 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10* O.D. ELBOU LOCATED AT THE 

SOUTH END Of PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-WTC-66Z3 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

AT THE SOUTH END OF PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-UTC-6624 INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF 

PUMP P7-4 SECTION 9-24 



NON ASBESTOS 



R-WTC-662S OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED A 10" O.D. PIPE LOCATED 

SOUTH OF P 7-4 SECTION 9-24 



NON ASBESTOS 
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ASBESTOS MANAGEMENT DIVISION SURVEY * 011 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH EAST QUADRANT FLOOR: 7 



SAHPIE 
NUMBER 

R-VTC-6626 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FAH A .10* O.D. ELBOW LOCATED SOUTH 
OF P 7-4 SECTION 9-2* 



RESULT 

HON ASBESTOS 



R-UTC-6627 OUTER TAR, PAPER A NO FOIL COMBINATION MATERIAL COLLECTED FROM A 10" O.D. 

PIPE LOCATED SOUTH OF P 7-4 SECTION 9-2* 



HON ASBESTOS 



R-VTC-6628 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A «- O.D. PIPE LOCATED 

UEST OF PPUMP P 7-* SECTION 9-2* 



HON ASBESTOS 



R-WTC-6629 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A H" O.D. COUPLING LOCATED 

UEST OF PUMP P 7-* SECTION 9-2* 



NOW ASBESTOS 



R-UTC-6630 WHITE PLASTEX LIKE MATERIAL COLLECTED FROM A H" O.D. COUPLING LOCATED 

UEST OF PUMP P 7-* SECTION 9-2* 



HON ASBESTOS 



'-VTC-6631 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. ELBOW LOCATED NORTH 

Of SC 7-2 



HON ASBESTOS 



R-UTC-6632 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. PIPE 

LOCATED NORTH OF SC 7-2 



HON ASBESTOS 



R-UTC-6633 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING LOCATED 

AT HORHT OF SC 7-2 



HON ASBESTOS 



R-WTC-663* OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10 M O.D. PIPE 

LOCATED AT HORHT END OF SC 7-2 



HON ASBESTOS 



l-VTC-6635 UNITE PLASTER LIKE MATERIAL COLLECT ED FROM A 16" 0.0. COUPLING LOCATED 

AT HORHT END OF SC 7-2 



HON ASBESTOS 



R-UTC-6636 UNITE PLASTER LIKE MATERIAL COLLECT ED FROM A 16" O.D. COUPLING LOCATED 

AT HORHT END OF SC 7-2 



HON ASBESTOS 



R-UTC-6637 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 16- O.D. VALVE AT 

THE NORTH END OF SC 7-2 



HON ASBESTOS 



R-WTC-6638 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING LOCATED 

NORTH END OF SC 7-2 



HON ASBESTOS 



R-tfTC-6639 OUTER PAPER AHO FOIL LIKE MATERIAL COLLECTED FROM A 16" 0.0. VALVE HON ASBESTOS 

LOCATED AT NORTH END OF SC 7-2 



" DRAFT COPY ISSUED 05/16/92 



POfiT AUTHORITY Of NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 147 
SURVEY # 011 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH EAST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
HUHBER 

R-WTC-6640 



LOCATION 

OUTER CLOTH MATERIAL COLLECTED FROM A 10" 0.0. ELIOU LOCATED NORTH END 
OF SC 7-2 



RESULT 

HON ASBESTOS 



R-UTC-6641 OUTER PAPER AW FOIL MATERIAL COLLECTED FROM A 30- X 16" PIPE LABELED SC 

7-2 



HON ASBESTOS 



R-VTC-6642 CUTER VIMLY LIKE WRAP MATERIAL COLLECTED FROM A 10" O.D. ELIOU LOCATED 

ABOVE SC 7-2 



HON ASBESTOS 



R-UTC-6643 CEHEHTITIOUS MATERIAL COLLECTED FROM A 10" 0.0. COUPLING LOCATED ABOVE 

AT SC 7-2 



NOW ASBESTOS 



R-VTC-66U CEHEMTITIOUS MATERIAL COLLECTED FROM A 16" O.D. TAKK HX 7-2 LOCATED AT 

SC 7-2 



HON ASBESTOS 



UTC-6645 OUTER PAPER AND FOIL MATERIAL COLLECTEO FROM A 16" 0.0. TANK KX 7-2 

LOCATED AT SC 7-2 



HON ASBESTOS 



R-VTC-6646 OUTER CLOTH MATERIAL COLLECTED FROM A TO" O.D. ELBOU LOCATED ABOVE TANK 

HX 7-2 AT SC 7-2 



HON ASBESTOS 



R-UTC-6M7 WHITE PLASTER MATERIAL COLLECTED FROM A 14" O.D. COUPLING LOCATED ABOVE 

TANK HX 7-2 AT SC 7-2 



HON ASBESTOS 



R-tfTC-664fi CEHEMTITIOUS MATERIAL COLLECTED FROM A 14" O.D. COUPLING LOCATED BELOW 

TANK HX 7-2 AT SC 7-2 



HON ASBESTOS 



t-VTC-6649 OUTER CLOTH MATERIAL COLLECTED FROM A 10* O.D. ELBOU LOCATED BELOW TANK 

KX 7-2 AT SC 7-2 



HON ASBESTOS 



R-UTC-6650 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A 10" O.P. PIPE LOCATED 

BE LOU TANK HX 7-2 AT SC 7-2 



HON ASBESTOS 



t 
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ASBESTOS MANAGEMENT DIVISION SURVEY # 012 
SAMPLE LOCATIONS 

FACIL1TT: UORLO TRADE CENTER 

LOCAT tOH i BUILDING: 1 

AREA DESCRIPTION: LOWER SOUTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-WTC-6655 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST 

OF P-/-5 (NEAR EAST UALL) 



NOW ASBESTOS 



R-VTC-6656 INNER FIBROUS MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED EAST OF P-7-5 

(NEAR EAST UALL) 



NOH ASBESTOS 



R-UTC-6657 OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM 3- O.D. PIPE LOCATED EAST 

OF P-7-5 (NEAR EAST WALL) 



HON ASBESTOS 



R-WTC-6656 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3* O.D. PIPE LOCATED EAST 

OF P-7-12 IN SOUTH EAST CORNER. 



NON ASBESTOS 



R-VTC-6659 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED EAST 

OF P-7-12 IH SOUTH EAST CORNER, 



NON ASBESTOS 



-UTC-6660 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED WEST 

OF ACS 7-12 HEAR SOUTH UALL. 



HON ASBESTOS 



R-VTC-6661 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED VEST 

OF ACS 7-12 HEAR SOUTH UALL. 



HON ASBESTOS 



R-VTC-6662 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED VEST 

OF ACS 7-7 HEAR SOUTH UALL. 



NON ASBESTOS 



R-VTC-6663 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED WEST 

OF ACS 7-7 NEAR SOUTH UALL. 



NON ASBESTOS 



R-VTC-6664 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM 3" 0.0. PIPE LOCATED WEST 

OF ACS 7-10 HEAR SOUTH UALL. 



NOH ASBESTOS 



R-VTC-6A45 



OUTER PAPER AW FOIL MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED VEST 
OF ACS 7-10 NEAR SOUTH UALL. 



HON ASBESTOS 
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FACILITY: WORLO TRADE CENTER 
LOCATION: 

AIEA DESCRIPTION: LOWER SOUTH WEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAHPLE 
NUMBER 

R-WTC-67W 



LOCATION 

UNITE PLASTER LIKE KATE RIAL COLLECTED FROM A 16" O.P. COUPLING LOCATED 
NORTH END OF SC 7-1 NEAR WEST WALL. 



RESULT 

HON ASBESTOS 



R-VTC-6705 OUT EH PAPER AHO FOIL MATERIAL COLLECTED FROM A TO" O.D PIPE LOCATED 

NORTH END OF SC 7-1 NEAR WEST WALL. 



NCH ASBESTOS 



R-UTC-6706 WHITER PLASTER KATE RIAL COLLECTED FROM A 12" 0.0. VALVE LOCATED NORTH SC 

7-1 NEAR VEST WALL. 



NOH ASIESTOS 



R-WTC-6707 OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. ELBOW LOCATED NORTH OF SC 

7-1 NEAR WEST WALL. 



HON ASBESTOS 



R-WTC-6708 OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. PIPE LOCATED NORTH OF ASC 

7-1 NEAR WEST WALL. 



HON ASBESTOS 



WTC-6709 WHITE PLASTER MATERIAL COLLECTED FROM A 12" 0.0. COUPLING LOCATED NORTH 

OF ACS 7-1 NEAR WEST WALL. 



NON ASBESTOS 



R-WTC-6710 OUTER CLOTH MATERIAL COLLECTED FROM THE BASE OF THE FREEZ PROTECTOR 

LOCATED NORTH OF ACS 7-1 OH A K" O.D. COUPLING. 



HON ASBESTOS 



R-WTC-6711 WHITE PLASTER MATERIAL COLLECTED FROM A 10" 0.0. VALVE LOCATED NORTH ACS 

7-1 ON A NEAR WEST WALL. 



NOH ASBESTOS 



R-WTC-6712 OUTER CLOTH MATERIAL COLLECTED FROM A 10- 0.0. ELBOW LOCATED NORTH OF SC 

7-1 OH A HEAR WEST WALL. 



HON ASBESTOS 



R-WTC-6713 OUTER CLOTH MATERIAL COLLECTED FROM A 10* O.O. PIPE LOCATED NORTH OF 

ACS 7-10 ON A HEAR WEST WALL. 



NOH ASBESTOS 



R-WTC-67U OUTER PAPER AHO FOIL MATERIAL COLLECTED FROM A 10" O.O. PIPE LOCATED ACR 

7-10 OH A NEAR WEST WALL. 



NOH ASBESTOS 



R-WTC-6715 CEHEHTITIOUS MATERIAL COLLECTED FROM A 2" O.D. ELBOW LOCATED NORTH OF 

PUMP 7-2 EAST OF SC 7-1 EAST OF SC 7-1 



NOH ASBESTOS 



(l-UK-6716 CEKEHMTLOUS MATERIAL COLLECTED FROM A 2" O.D. ELftOU LOCATED HORTM Of 

PUMP 7-2 EAST OF SC 7-1 EAST OF SC 7-1 



HON ASBESTOS 



R-VTC-6717 CEHEHTITIOUS MATERIAL COLLECTED FROM A 2" 0.0. ELBOW LOCATED HORTH OF 

PUMP 7-2 EAST OF SC 7-1 EAST OF SC 7-1 



NON ASBESTOS 
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ASBESTOS MANAGEMENT DIVISION SURVEY # 013 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BU1LOIUG: 1 

AREA DESCRIPTION: LOWER SOUTH UEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6718 



LOCATION 

OUTER PAPER ANO FOIL MATERIAL COLLECTED FROM A 2" O.D. PIPE LOCATED 
NORTH PUMP 7-2 EAST OF SC7-1. 



RESULT 

HOW ASBESTOS 



R-UTC-6719 WHITE PLASTER MATERIAL COLLECTED FROM A 10" 0.0. VALVE LOCATED NORTH OF 

PUMP 7-2 EAST OF SC7-1. 



HON ASBESTOS 



ft-VTC-6720 OUTER CLOTH MATERIAL COLLECTED FROM A 10" 0.0. ELlOV LOCATED NORTH OF 

PUMP 7-2 EAST OF SC7-1. 



HON ASBESTOS 



R-UTC-6721 OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. ELBOU LOCATED NORTH OF 

PUMP 7-2 EAST OF SC7-1. 



MOM ASBESTOS 



R-WTC-6722 OUTER WHITER PLASTER MATERIAL COLLECTED FROM A 12- 0.0. COUPLING LOCATED 

NORTH OF PUMP 7-2 EAST OF SC 7-1 



HON ASBESTOS 



-UTC-6723 WHITER PLASTER MATERIAL COLLECTED FROM A 14" O.D, VALVE LOCATED NORTH OF 

PUMP 7-1 CAST OF SC 7-1 



HON ASBESTOS 



R-WTC-67Z4 



VINYL LIKE MATERIAL COLLECTED FROM A 10" O.D ELBOW LOCATEO NORTH OF PUMP 
7-1 EAST OF SC 7-1 



HON ASBESTOS 



R-UTC-6725 PAPER AND FOIL LIKE COLLECTED FROM A 16" O.O COUPLING LOCATED NORTH OF 

PUMP 7-1 EAST OF SC 7-1 



HON ASBESTOS 



R-WTC-6726 CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D ELBOU LOCATED NORTH OF PUMP 

7-1 EAST OF SC 7-1 



HON ASBESTOS 



R-WTC-6727 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 10" O.D. PIPE LOCATED 

NORTH OF PUMP 7-1 EAST OF SC 7-1 



HON ASBESTOS 



K-WTC-672S WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATEO 

NORTH OF PUMP 7-1 EAST OF SC 7-1 



HON ASBESTOS 



R-WTC-6729 



WHITE PLASTER MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATEO NORTH OF 
PUMP 7-1 EAST OF SC 7-1 



HON ASBESTOS 
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PORT AUTHOR ITT OF MY t KJ 
ASBESTOS MANAGEMENT 01V1S1OH 
SAMPLE LOCATIONS 



REPORT « UT 
SURVEY f 013 



FACILITY; WORLD TRADE CEUTEft 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL WORTH WEST QUADRANT 



BUILD I HC: 1 
FLOOR: 7 



SAHPLE 
HUHBER 

R-WTC-6671 



LOCATION RESULT 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3 M O.D. PIPE LOCATED HON ASBESTOS 

EAST OF ACS 7-6. 



R-VTC-6672 OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 3* 0.0. PIPE LOCATED 

EAST OF ACS 7-8. 



HON ASBESTOS 



R-UTC-6673 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3 M O.D. PIPE LOCATED 

EAST OF ACS 7-4. 



WON ASBESTOS 



R-UTC-6674 INNER FIBROUS MATERIAL COLLECTED FROM A 3** O.D. ELBOW LOCATED WEST OF 

ACS ST OF ACS 7-4. 



HON ASBESTOS 



R-WTC-6675 



OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 
WEST OF ACS 7-4. 



HON ASBESTOS 



•WTC-6676 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

VEST OF ACS 7-11. 



HON ASBESTOS 



R-WTC-6677 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

WEST OF ACS 7-11. 



HON ASBESTOS 



R-UTC-6678 OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

NORTH WEST OF ACS 7-11. 



NOW ASBESTOS 



R-WTC-6679 INNER FIBROUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED NORTH WEST 

OF ACS 7-1 WEST WALL. 



HON ASBESTOS 



R-UTC-6680 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

NORTH WEST OF ACS 7-1 WEST WALL. 



HON ASBESTOS 



R-WTC-6601 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

NORTH WEST OF ACS 7-10 WEST WALL. 



HON ASBESTOS 



R-VTC-66S2 OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

NORTH WEST OF ACS 7-10 WEST WALL. 



HON ASBESTOS 



R-U1C-6663 OUTER PAPER AMD FOIL LIKE MATERIAL COLLECTED FROM A 30* WATER COOL I KG 

TANK SC 7-1 ALONG WEST WALL NORTH OF ACS 7-11. 



HON ASBESTOS 



R-WU-6684 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING LOCATED 

SOUTH END OF SC 7-1 WEST WALL NORTH OF ACS 7-11 



HON ASBESTOS 
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PORT AUTHOR ITT Of NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * H7 
SURVEY « 013 



FACILITY: UORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL NORTH UEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R -VIC -6685 



LOCATION 

OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 10" CD. FITTING 
SOUTH END OF SC 7-1 UEST WALL NORTH OF ACS 7-11 



RESULT 

HON ASBESTOS 



R-UTC-6686 WHITE PLASTER LIKE HATER I AL COLLECTED FROM A 16- O.O. TAKK HK 7-1 UEST 

WALL NORTH OF ACS 7-11. 



KON ASBESTOS 



R-UTC-66B7 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 16" O.P. NX 7-1 TANK 

UEST UALL NORTH OF ACS 7-11. 



HON ASBESTOS 



R-W7C-66M OUTER PAPER ANO FOIL LIKE MATERIAL COLLECTED FROM A 10" O.D. ELBOW NORTH 

END OF HX 7-1 LOCATED UEST UALL NORTH OF ACS 7-11. 



NON ASBESTOS 



R-WTC-6689 UHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. COUPLING NORTH EHO 

OF HX 7-1 UEST UALL NORTH OF ACS 7-11. 



NOH ASBESTOS 



-UTC-6690 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. ELBOW NORTH END OF 

HX 7-1 UEST UALL NORTH OF ACS 7-11. 



HON ASBESTOS 



R-UTC-6691 OUTER PAPER ANO FOIL MATERIAL COLLECTED FROM A IS" O.D. COUPLING NORTH 

EHO Of HX 7-1 UEST UALL NORTH OF ACS 7-11. 



NOH ASBESTOS 



R-UTC-6692 UHITE PLASTER LIKE MATERIAL COLLECTED FROM A IS" O.D. VALVE NORTH HX 7-1 

UEST UALL NORTH OF ACS 7-11. 



NON ASBESTOS 



R-UTC-6693 OUTER PAPER AND FOIL KIKE MATERIAL COLLECTED FROM A 16" O.D. 

VALVE/HOUSING SOUTH END OF PUMP P7-1EAST OF SC7-1 



HON ASBESTOS 



I-UTC-6694 UHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.D. VALVE HOUSING HON ASBESTOS 

SOUTH END OF PUMP 9 7-1, EAST OF SC 7-1. 

R-UTC-6695 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 12" 0.0. ELBOU SOUTH EHO Of P HON ASBESTOS 

7-1, EAST OF SC 7-1 



R-UTC-6696 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" 0.0. PIPE ABOVE P 7-1, 

EAST OF SC 7-1 



NOH ASBESTOS 



ft-VTC-6697 UHITE PLASTER LIKE MATERIAL COLLECTED FROM A 16" O.O. COUPLING LOCATED 

NORTH END OF SC 7-1 NEAR VEST UALL. 



HON ASBESTOS 



ft-UTC-6698 



OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 12" O.D. PIPE 
LOCATED NORTH END OF SC 7-1 UEST UALL. 



NON ASBESTOS 
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PORT AUTHOR ITT OF MY * HJ 
ASBESTOS MAHAC-EMEHT DIVISION 
SAMPLE LOCATIONS 
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FACILITY: UORLO TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL NORTH WEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

(I -UK -6699 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 12" O.D. ELBOW LOCATED NORTH 
END OF SC 7-1 UEST WALL. 



RESULT 

NOH ASBESTOS 



R-UTC-6700 WHITE PLASTE LICE MATERIAL COLLECTED FROM A 16" O.D. VALVE /HOIS I KG AT KO 

RTH END OF SC 7-1 UEST UALL. 



HON ASBESTOS 



R-UTC-6701 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" 0.0. ELBOU AT NORTH END 

OF SC 7-1 VST UALL. 



HON ASBESTOS 



R-UTC-670Z WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 10" 0.0. COUPLING AT NORTH 

EKD OF SC 7-1 UEST UALL 



HON ASBESTOS 



R-WTC-6703 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 16" O.D COUPLING 

LOCATED AT NORH END OF SC 7-1 NEAR UEST UALL. 



HON ASBESTOS 



t 
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ASBESTOS MANAGEMENT DIVISION SURVEY * 014 
SAMPLE LOCATIONS 

f ACIL11Y: UORLO TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6575 



LOCATION 

PAPER AND FOIL LIKE TAPE MATERIAL COLLECTED FROM B" O.D. PIPE LOCATED 
SOUTH OF ACS 7-13 20' ABOVE FLOOR MOUTH WEST QUADRANT . 



RESULT 

HON ASBESTOS 



R-VTC-6S76 MOLDED SECTION MATERIAL COLLECTED FROM AN B H O.D. PIPE LOCATED SOUTH OF 

ACS 7-13 20* ABOVE FLOOR NORTH WEST QUADRANT. 



40X AMOSITE ASBESTOS 
5X CHRYSOTILE ASBESTOS 



R-UTC-6577 PAPER AND FOIL LIKE OUTER COVERING MATERIAL COLLECTED FROM A 12" 0.0. 

PIPE LOCATED SOUTH OF ACS 7-13 20* ABOVE FLOOR. 



NOW ASBESTOS 



R-WTC-6576 CRAY MOLDED SECTION MATERIAL COLLECTED FROM A 12" O.D. PIPE LOCATED 

SOUTH OF ACS 7-13 20* ABOVE FLOOR. 



60X AMOSITE ASBESTOS 



B-UTC-6579 OUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 8" O.D. PIPE LOCATED 

EAST OF ACS 7-13 20* ABOVE FLOOR NORTH WEST QUADRANT 



NOW ASBESTOS 



WTC-6580 CRAY MOLDED SECTION MATERIAL COLLECTED FROM AN 8" O.D. PIPE LOCATED EAST 

OF ACS 7-13 20* ABOVE FLOOR NORTH WEST QUADRANT 



25X AMOSITE ASBESTOS 
10X CHRYSOTILE ASBESTOS 



R-WTC-6581 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 12" O.D. PIPE LOCATED 

EAST OF ACS 7-13 20' ABOVE FLOOR NORTH EAST QUADRANT. 



HON ASBESTOS 



R-WTC-65B2 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 12 M O.D. PIPE LOCATED 

EAST OF ACS 7-5 20* ABOVE FLOOR NOR TH EAST QUADRANT. 



NOW ASBESTOS 



R-VTC-6583 CRAY MOLDED SECTION MATERIAL COLLECTED FROM A 12" O.D. LOCATED EAST OF 

ACS 7-5 20' ABOVE FLOOR NORTH EAST QUADRANT. 



40X AMOSITE ASBESTOS 
5X CHRYSOTILE ASBESTOS 



R-UTC-6651 



OUTER PAPER AHO FOIL AND TAR MATERIAL COLLECTED FROM A 10" O.D. PIPE 
LOCATED OH TOP OF SUB STATION WEST OF ACS 7-6 



NOH ASBESTOS 



DBAffT COPY ISSUED 05/18/9? 



PORT AUTHORITY Of MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLELOCATIOWS 



REPORT # H7 
SURVEY f 015 



FACILITY: UORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-VTC-6652 



LOCATION 

GRAY MOLDED SECTION MATERIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED ON TO 
OF SUBSTATION UEST OF ACS 7-6 N.E. Q. 



RESULT 

70X AMOS1TE ASBESTOS 



R-UTC-6653 WHITE MOLDED SECTION MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED UEST 

OF ACS 7-6 NORTH EAST QUADRANT 



60X AHOSITE ASBESTOS 
101 CHBYSOTILE ASBESTOS 



R-WTC-6654 WHITE MOLOEO SECTION MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED WEST 

OF ACS 7-6 NORTH EAST QUADRANT 



601 AMOS1TE ASBESTOS 
10X CHRYSOTILE ASBESTOS 
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ASBESTOS MAHACEMEHT DIV1SIOM SURVEY * 016 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: H.E.R. UPPER LEVEL SE QUADRANT FLOOR: 7 



SAHPIE 
NUMBER 



LOCATION 



RESULT 



R-tfTC-6730 HOLDED SECTION MATERIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED ABOVE SUB 

STATION EAST OF ACS 7-8. 



40X AHOSITE ASBESTOS 
15X CKRYSOTILE ASBESTOS 



R-WTC-6731 HOLDED SECTION MATERIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED ABOVE SUB 

STATION EAST OF ACS 7-8. 



50X AHOSITE ASBESTOS 
10X CHRTSOTILE ASBESTOS 



ft-VTC-6732 HOLDEO SECTION MATERIAL COLLECTED FROM A 10- O.O. PIPE LOCATED ABOVE SUB 

STATION EAST OF ACS 7-8. 



SOX AHOSITE ASBESTOS 



R-UTC-6733 



HOLDED SECTION MATERIAL COLLECTED FROM A 10" 0.0. PIPE LOCATED ABOVE SUB 
STATION EAST OF ACS 7-8. 



SOX AHOSITE ASBESTOS 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHORITY OF NY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * H7 
SURVEY f 017 



FACILITY : UOftLO TRADE CENTER. 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL SOUTH EAST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-6666 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 12" O.D. PIPE LOCATED 

NORTH Of .TANK HX-7-5. 



HON ASBESTOS 



R-VTC-66&7 GRAY HOLOED SECTION MATERIAL COLLECTED FROM A 12- O.D. PIPE LOCATED 

NORTH OF TANK HX-7-5. (S.£. GRANT) 



70X AHOSITE ASBESTOS 



R-UTC-666S UNITE HOLOED SECTION MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED WEST 

OF ACS 7-10 ABOVE SUB STATION (I.E. ORANOAHT) 



SOX AHOSITE ASBESTOS 
15X CHRYSOTILE ASBESTOS 



R-UTC-6669 WHITE MOLDED SECTION MATERIAL COLLECTED FROM A 6- O.D. PIPE LOCATED VEST 

OF ACS 7-10 ABOVE SUB STATION <S.E. QR AND ANT) 



NON ASBESTOS 



R-V1C-6670 GRAY MOLDED SECTION MATERIAL COLLECTED FROM A 10" 0.0. PIPE LOCATED VEST 

OF ACS 7-10 ABOVE SUB STATION (S.E. OR AND ANT ) 



70X AHOSITE ASBESTOS 



c 



DRAFT COPT ISSUED 05/18/92 



PORT AUTHORITY Of NT t HJ 
ASBESTOS MANAGEMENT 01V(SIOH 
SAMPLE L OCA T 10WS 



REPORT f 147 
SURVEY * 018 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILOING: 1 

AREA DESCRIPTION: NORTH WEST OUADANT FLOOR: 7 



SAMPLE 
NUMBER 

R-VTC-673S 



I OCA T 1 OH 

INNER CEMENT ITIOUS MATERIAL COLLECTED FROM A 4 - 0.0. ELBOW LOCATED 
NORTH OF HOT WATER HEATER « 2 NEAR (WEST WALL) 



RESULT 

NOW ASBESTOS 



R-VTC-673A OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4 " CO. VALVE (M3) LOCATED 

NORTH OF HOT UATER HEATER * 2 HEAR <UEST UALL) 



RON ASBESTOS 



R-UTC-6737 1HNER CEMENT I TOUS MATERIAL COLLECTED FROM A 4" O.D. VALVE («45> LOCATED 

NORTH OF HOT UATER HEATER * 2 HEAR (WEST UALL) 



HON ASBESTOS 



R-UTC-675B CUTER PAPER AND FOIL LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

NORTH OF HOT UATER HEATER * 2 NEAR (WEST UALL) 



HON ASBESTOS 



R-UTC-6739 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED NORTH OF 

HOT UATER UATER f 2 HEAR (VEST UALL) 



HON ASBESTOS 



UTC-6740 IKHER CEKEHT1TIOUS MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED NORTH 

Of HOT UATER HOT UATER HEATER f 2 HEAR [UEST UALL) 



HON ASBESTOS 



R-UTC-6741 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED NORTH 

OF HOT UATER HOT UATER HEATER # 2 NEAR (UEST UALL) 



HON ASBESTOS 



R-UTC-6742 IHHER CEHENTITIOUS MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 

OF HOT UATER HEATER #7A2A (UEST UALL) 



HON ASBESTOS 



R-UTC'6743 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED UEST OF 

FIRE SPRINKLER PUMP STATION NEAR (UEST UALL) 



NON ASBESTOS 



R-VK-6744 OUTER PAP£ AND FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATEO 

UEST OF FIRE SPRINKLER PUMP STATION NEAR (UEST UALL) 



HON ASBESTOS 



R-UTC-6745 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED UEST OF 

FIRE SPRINKLER PUMP STATION NEAR (UEST UALL 



HON ASBESTOS 



R-UTC-6746 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4 M O.D. ELBOW LOCATED WEST 

ACR 7-10 HEAR UEST UALL 



HON ASBESTOS 



R-UTC-6747 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A B" O.D. ELBOW LOCATED EAST OF 

FIRE SPRINKLER PUMP STATION NEAR HALLUAY 



HON ASBESTOS 



R-UTC-6748 



IHHER CEHENTITIOUS MATERIAL COLLECTED FROM 8" 0.0. ELBOW LOCATED EAST OF 
FIRE SPRINKLER PUMP STATION HEAR HALLUAY 



HON ASBESTOS 



DRAFT COPY ISSUED 05/18/92 



POBT AUTHORITY OF MY 1 HJ 
ASBESTOS MAHAGEHEHT DIVISION 
SAMPLE IQCATIOHS 



REPORT * 147 
SURVEY * 01S 



FACILITY: UORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH WEST OUADANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6749 



LOCATION RESULT 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM 8 H O.D. FITTING LOCATED EAST OF HON ASBESTOS 

FIRE SPRINKLER PUMP STATION NEAR HALLWAY 



R-UTC-6750 INNER CEMEHTITIOUS MATERIAL COLLECTED FROM A 8" O.D. FITTING LOCATED 

EAST OF FIRE SPRINKLER PUMP STATION HEAR EAST WALL 



HON ASBESTOS 



R-UTC-6751 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8- 0.0. ELBOW LOCATED AT 

SOUTH EAST CORNER OF PRV RIG NEAR EAST WALL 



HON ASBESTOS 



R-WTC-6752 INNER CEMEHTITIOUS MATERIAL COLLECTED FROM A 8- O.D. ELBOW LOCATED AT 

SOUTH EAST CORNER OF PRV RIG NEAR EAST UALL 



HON ASBESTOS 



R-UTC-6753 OUTER CLOTH MATERIAL COLLECTED FROM AN 10" O.D. VALVE LOCATED AT SOUTH 

EAST CORNER OF PRV RIG HEAR EAST UALL 



HON ASBESTOS 



-WTC-6754 INNER CEMEHTITIOUS MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED HEAR 

SOUTH EAST CORKER OF PRV RIG 



HON ASBESTOS 



R-UTC-6755 OUTER CLOTH MATERIAL COLLECTED FROM A PRE SURE GARGE LOCATED NEAR SOUTH 

EAST CORNER OF PRV RIG 



HON ASBESTOS 



R-UTC-6756 IHHER CEMEHTITIOUS MATERIAL COLLECTED FROM A PRESSURE GARGE LOCATED NEAR 

SOUTH EAST CORKER OF PRV RIG 



HON ASBE5TOS 



t-UTC-6757 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED AT 

NORTH EAST CORNER OF PRV RIG 



HOH ASBESTOS 



R-WTC-675S OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED AT NORTH 

EMI CORKER OF PRV RIG 



HOH ASBESTOS 



R-VTC-6759 OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED AT NORTH 

EAST CORNER OF PRV RIG 



HON ASBESTOS 



R-WTC-6760 INKER CEMEHTITIOUS MATERIAL COLLECTED FROM A 6" O.D. LOCATED AT NORTH 

EAST OF PRV RIG HEAR EAST UALL 



HON ASBESTOS 



fi-UTC-6761 



OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. "T" LOCATED AT NORTH 
EAST CORNER OF PRV RIG 



HOH ASBESTOS 



R-VTC-6762 



INNER CEMEHTITIOUS MATERIAL COLLECTED FROM A 10" O.D. ELBOW LOCATED EAST HON ASBESTOS 

OF PR RIG HEAR EAST UALL - . 



DRAFT COPY ISSUED OS/1B/9Z PORT AUTHORITY OF MY t HJ REPORT * K7 

ASBESTOS MANAGEMENT DIVISION SURVEY # 018 
SAMPLE LOCATIONS 

f ACUITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: WORTH WEST OUADAHT FLOOR: 7 



SAMPLE 
HUH BE R 

R-U1C-6763 



LOCATION 

OUTER PAPER AMD FOIL MATERIAL COLLECTED FROM A 10- O.D. PIPE LOCATED 
EAST OF PRV RIG HEAR EAST UALL 



RESULT 

HON ASBESTOS 



R-WTC-6764 TAR MATERIAL COLLECTEO FROM INSIDE PAPER AHD FOIL OUTER COVERING LOCATED HON ASBESTOS 

ON A 10" O.D. PIPE EAST OF PRV RIG HEAR EAST UALL 

A-UTC-6765 OUTER CLOTH MATERIAL COLLECTEO FROM A 10- O.D. PIPE ELBOW LOCATED EAST HON ASBESTOS 

OF PRV RIG HEAR EAST UALL 

R-UTC-6766 INKER CEHENTITIOUS MATERIAL COLLECTED FROM A 10 O.D. PIPE ELSOU LOCATED HON ASBESTOS 

EAST Of PRV RIG NEAR EAST UALL 



R-WTC-6767 



OUTER CLOTH MATERIAL COLLECTED FROM A 4- 0.0. ELBOU LOCATED NORTH OF 
CENTER OF PRV RIG 



HON ASBESTOS 



DRAfT COPT ISSUED 0S/18/9Z 



PORT AUTHORITY OF HY t HJ 
ASBESTOS MA WAGE HEM T DIVISION 
SAMPLE LOCATIONS 



REPORT « H7 
SURVEY * 018 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH WEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R -UK- 6754 



LOCATION 

CUTER CLOTH LIKE MATERIAL COLLECTED FROM k 4" O.O. ELtOU LOCATED KOHTH 
OF HOT WATER HEATER * 2 HEAR (UEST UALL) 



RESULT 

HON ASBESTOS 



R-WTC-6765 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 

OF WATER HEATER PH 7A-1 



HON ASBESTOS 



R-WTC-676A INNER CEHEHTITIOUS MATERIAL COLLECTED FROM A 4* O.D. ELIOU LOCATED NORTH 

OF CENTER OF PftV RIG 



HON ASBESTOS 



R-UTC-6769 OUTER CLOTH MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED NORTH SIDE 

OF PRV RIG 



HON ASBESTOS 



R-UTC-6770 OUTER PAPER AND FOIL MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED 

NORTH SIDE OF PRV RIG 



NON ASBESTOS 



*-WTC-6771 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10- O.D. VALVE LOCATED UEST 
SIDE OF PRV RIG 



NON ASBESTOS 



R-UTC-6772 INNER CEHEHTITIOUS MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED VEST 

SIDE OF PRV RIG 



NON ASBESTOS 



R-UTC-6773 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED WEST 

SIDE OF PRV RIG 



NON ASBESTOS 



R-UTC-6774 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED UEST 

SIDE OF PRV RIG 



HON ASBESTOS 



R-WTC-6775 INNER CEHEHTITIOUS MATERIAL COLLECTED FROM A 10" O.D. VALVE LOCATED UEST 

SIDE OF PRV RIG 



HON ASBESTOS 



R-WTC-6776 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 

WEST SECTION OF PRV RIG 



HON ASBESTOS 



fi-UTC-6777 INNER CEHEHTITIOUS MATERIAL COLLECTED FROM A 4 "O.D. ELBOW LOCATED SOUTH 

UEST SECTION OF PRV RIG 



NON ASBESTOS 



R-UTC-6778 OUTER CLOTH LIKE MATERIAL COLLECTED FROM AH S- O.D. "T" FITTING LOCATED 

SOUTH UEST SECTION OF PRV RIG. 



NON ASBESTOS 



R-WTC-6779 



INNER CEHEHTITIOUS MATERIAL COLLECT ED FROM AH S" O.D. "T" FITTING 
LOCATED SOUTH WEST SECTION OF PRV RIG. 



HON ASBESTOS 



ORAM COPT ISSUED 05/18/92 PORT AUTHORITY OF NY t HJ REPORT § 147 

ASBESTOS MANAGEMENT DIVISION SURVEY # 018 
SAMPLE LOCATIONS 

FACILITY: UORLD TRADE CENTER 

LOCATION: BUIL01MG: 1 

AREA DESCRIPTION: NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-tfTC-6780 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FROH A 10" O.D. VALVE LOCATED SOUTH 
END OF PRV RIG 



RESULT 

HON ASBESTOS 



R-VTC-6781 INNER CEHEKTITIOUS MATERIAL COLLECTED FROH A 10- O.D. VALVE LOCATED 

SOUTH END OF PRV RIG 



NOW ASBESTOS 



R-U1C-67M OUTER CLOTH LIKE MATERIAL COLLECTED FROH A 6" O.D. ELBOU LOCATED SOUTH 

END OF PRV RIG 



HON ASBESTOS 



R-U1C-6763 INKER CEMENT IT IOUS MATERIAL COLLECTED FROH A 6- O.D. ELBOU LOCATED SOUTH 

END OF PRV RIG 



HON ASBESTOS 



R-WTC-67&4 OUTER CLOTH LIKE MATERIAL COLLECTED ROM A i>« 0.0. ELBOW LOCATED SOUTH OF 

PRV RIG 



HON ASBESTOS 



'•UTC-673S INNER CEMEHTITIOUS MATERIAL COLLECTED FROH A 4" O.D. ELBOU LOCATED SOUTH 

OF PRV RIG 



HON ASBESTOS 



DRAFT COPV ISSUED 05/18/92 



PORT AUTHORITY OF MY I NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT U K7 
SURVEY f 010 



FACILITY: UORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH WEST OUOORANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6786 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 
OF UATER HEATER PH 7A-1 



RESULT 

HON ASBESTOS 



B -UK- 6787 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 

OF UATER HEATER PH 7A-1 



HON ASBESTOS 



R-WTC-67M OUTER CLOTH LIKE MATERIAL COLLECTED FROM A FROM A 6*0. D. VALVE LOCATED 

WEST OF UATER HEATER PH 7A-1 



HON ASBESTOS 



R-UTC-6792 A BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED WEST OF 

ACS 7-5 



HON ASBESTOS 



R-WTC-6793 A BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D, PIPE LOCATED EAST OF 

ACS 7-1 



HON ASBESTOS 



WTC-6794 A SLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST OF 

ACS 7-9 



HON ASBESTOS 



DRAFT COPY ISSUED 05/16/92 



PORT AUTHORITY OF NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 
SURVEY * 



147 
01S 



FACILITY : WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: NORTH WEST OUOCORANT FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6789 



LOCATION 

INNER CEHEHTITIOUS MATERIAL COLLECTED FROM A 6" 0.0. VALVE LOCATED WEST 
Of WATER HEATER PK 7A-1 



RESULT 

NON ASBESTOS 



R-UTC-6790 INNER CEHENTITIOUS MATERIAL COLLECTED FROM A 6" 0.0. VALVE LOCATED WEST 

OF WATER HEATER PH 7A-1 



NON ASBESTOS 



R-UTC-6791 A BLACK TAR LICE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED VEST OF 

ACS 7-5 



HON ASBESTOS 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHORITY OF MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT i K7 
SURVEY « 019 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH EAST QUODRAHT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
WJHBEB 



LOCATION 



RESULT 



R-VTC-6807 BLACK TAR LIKE MATERIAL COLLECTED FROM A 3- O.D. PIPE LOCATED EAST OF 

ACS 7-6 



HON ASBESTOS 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHORITY OF MY 1 NJ 



ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 U7 
SURVEY ff 020 



FACILITY: UORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: HALLWAY FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-67V5 



LOCATION RESULT 

A BLACK TAR LIKE MATERIAL COLLECTED FROM AN 6" O.D. PIPE LOCATED AT UEST HON ASBESTOS 

END OF HALLWAY 



*- UK -6796 BLACK TAR LIKE MATERIAL COLLECTED FROM A 8- O.D. PIPE LOCATED AT UEST E 

M> OF HALLWAY 10' FROM END 



HON ASBESTOS 



R-WTC-6797 OUTER CLOTH LIKE MATERIAL COLLECTED FROM AH 6- O.D. PIPE "T* FITTING 

LOCATED 15* FROM UEST END OF HALLWAY 



HON ASBESTOS 



R-UTC-6798 



INKER CEMENT 1 TIOUS MATERIAL COLLECTD FROM AH 0" O.D. FITTING LOCATED 15* 
FROM UEST EHD OF HALLWAY 



NOH ASBESTOS 



R-UTC-6799 



1UNER CEHENTITIOUS MATERIAL COLLECTED FROM AH 8" O.D. FITTING LOCATED 
30* FROM WEST EHD OF HALLWAY 



MOM ASBESTOS 



UTC-6S00 OUTER CLOTH LIKE MATERIAL COLLECTED FROM AN 8" O.D. ELBOW LOCATED AT 

CENTER OF HALLWAY 



SX CHRYSOTILE ASBESTOS 



R-WTC-6801 



INNER CEHENTITIOUS MATERIAL COLLECTED FROM AH 8" O.D. ELBOW LOCATED AT 
CENTER OF HALLWAY 



NOH ASBESTOS 



R-UTC-6S02 INKER CEHENTITIOUS MATERIAL COLLECTED FROM AN 4" O.D. ELBOW LOCATED AT 

EAST END OF HALLWAY - 30* FROM END 



HON ASBESTOS 



R-WTC-6803 



A BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED AT 25 1 
FROM EHD OF HALLWAY 



HON ASBESTOS 



R-WTC-6M4 INNER CEHENTITIOUS MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 

AT EAST EHD OF HALLWAY 



HON ASBESTOS 



R-WTC-6805 INNER CEHENTITIOUS MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED SOUTH 

OF SC 7-2 



HON ASBESTOS 



R-WTC-6806 FOIL AND TAR LIKE MATERIAL COLLECTED FROM A 3- O.D. PIPE LOCATEO SOUTH 

OF SC 7-2 



NOH ASBESTOS 



R-UTC-6815 OUTER CLOTH MATERIAL COLLECTED FROM A 3 H O.D. PIPE LOCATED SOUTH OF SC 

7-2 



NOH ASBESTOS 



R*UTC-6816 



INHER CEHENTITIOUS MATERIAL COLLECTED FROM A 10"O.D. VALVE IN ROOM JUST 
OUTSIDE BATHROOM OFF HALLWAY 



HON ASBESTOS 



DRAFT COPY ISSUED 05/18/92 POHT AUTHORITY OF HT t MJ REPORT f K7 

ASBESTOS HAHAGEHEHT DIVISION SURVEY f 02 1 

SAMPLE LOCATIONS 

FACILITY : WORLD TRADE CEHTER 
LOCATION: 

AREA DESCRIPTION: SOUTH EAST QUODRAKT 

\ 

SAMPLE 

HUH8ER LOCATION RESULT 



BUILOINC: 1 
FLOOR: 7 



1-UTC-6&0B BLACK TAR MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED WEST OF ACS HON ASBESTOS 

7-10 



- ORAFT COPT ISSUED 05/18/92 



PORT AUTHORITY QF MY t HJ 
ASBESTOS HA MAGE HE NT DIVISION 
SAMPLE LOCATIONS 



REPORT « H7 
SURVEY # 022 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER SOUTH WEST QUADRANT FLOOR: 7 



SAMPLE 

NUMBER LOCATION RESULT 

R-WTC-6609 BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED WEST OF NOW ASBESTOS 

ACS 7-6. 



DRAFT COPT ISSUED 05/16/92 



PORT AUTHOR I TY OF MY t MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * H7 
SUB VET f 023 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPERLEVEL -NORTH EAST OUOORANT 



BUILOINC: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-VTC-6810 



LOCATION 

OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED ABOVE SUB 
STATION IN NORTH EAST QUADRANT 



RESULT 

HON ASBESTOS 



R-UTC-Mll TAR LIKE MATERIAL COLLECTED FROM A 4- O.D. PIPE LOCATED ABOVE SUB 

STATION IN NORTH EAST QUADRANT 



HON ASBESTOS 



r 



DRAFT COPV ISSUEO OS/18/92 



POUT AUTHORITY OF MY 1 WJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 H7 
SURVEY 0 024 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL SOUTH WEST QUADRANT FLOOR: 7 



SAMPLE 

NUMBER LOCATION RESULT 

R-WTC-M12 TAR LICE MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED ABOVE SUB HON ASBESTOS 

STATION IN NORTH VEST QUADRANT . 



DRAFT COPT ISSUED OS/19/92 PORT AUTHORITY OF NT t NJ REPORT g 147 

ASBESTOS MANAGEMENT DIVISION SURVEY # 025 

SAMPLE LOCATIONS 

'ACUITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL SOUTH WEST QUADRANT 

1 

SAHPIE 

NUMBER LOCATION RESULT 



BUILDING: 1 
FLOOR: 7 



R-l/TC-6813 



TAR LIKE AND FOIL MATERIAL COLLECTED FROM A 4- 0.0. PIPE LOCATED AtOVE 
SUB STATION IN SOUTH UEST QUADRANT. 



HON ASBESTOS 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHOR! TT Of NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 147 
SURVEY C 026 



ACIUTY: UORID TRADE CENTER 
LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL SOUTH WEST QUADRANT FLOOR: 7 



SAMPLE 

NUMBER LOCATION RESULT 

R-UTC-68K TAR LIKE AND FOIL MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED ABOVE HON ASBESTOS 

SUB STATION IN SOUTH EAST QUADRANT. 



ORAfT COPT ISSUED 05/16/92 



PORT AUTHORITY OF MY t HJ 
ASBESTOS MANAGEMENT 0IVISIOW 
SAMPLE LOCATIONS 



REPORT i 147 
SURVEY # 027 



rACILITY: WORLD TRADE CEKTER 
tOOll OH: 

AREA DESCRIPTION: WORTH UEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
HUHBER 

R-WTC-6817 



LOCATION 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4* O.D. VALVE LOCATED NORTH 
OF HOT UATER HEATER 92 



RESULT 

HON ASBESTOS 



R-WTC-6B1B AN INNER CEHENT1T10US MATERIAL COLLECTED FRO* A 4» O.D. VALVE LOCATED 

NORTH OF HOT UATER HEATER R2. 



MOM ASBESTOS 



R-UTC-6SW BLACK TAR. LIKE MATERIAL COLLECTED FROM A 3- O.D. PIPE LOCATED WORTH OF 

HOT UATER NEATER 02. 



HON ASBESTOS 



R-WTC-6820 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4* O.D. ELBOW LOCATED NORTH 

OF HOT UATER HEATER #2. 



HON ASBESTOS 



R-UTC-&S21 AN INNER CEMEUTIT10US MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED 

NORTH OF HOT UATER HEATER 92. 



NOH ASBESTOS 



R-UTC-6S22 BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED NORTH OF 

HOT UATER HEATER #2. 



HON ASBESTOS 



R-WTC-6A23 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. VALVE LOCATED IN 

FRONT OF HOT HEATER 7A 2B. 



NON ASBESTOS 



R-UTC-68Z4 AH INNER CEMEKT1T10US MATERIAL COLLECTED FROM A 4" O.D. VALVE LOCATED 

IN FRONT OF HOT HEATER 7A 2B. 



NOH ASBESTOS 



R-UTC-6S25 BLACK TAR AND FOIL MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED EAST 

OF HOT WATER HEATER 7A 2A A NO 2B. 



RON ASBESTOS 



R-UTC-6826 BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED SOUTH OF 

HOT UATER HEATER 7A 2A. 



NON ASBESTOS 



R-UTC-6827 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED UEST OF 

UATER TANK PH 7A-1. 



ROM ASBESTOS 



R'UTC-6820 AH INNER CEMENTITIOUS MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED 

UEST OF UATER TANK PH 7A-1. 



NOH ASBESTOS 



B-U1C-682V OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED VEST OF 

UATER TANK PH 7A-1. 



NOH ASBESTOS 



R-UTC-6&S0 AN INNER CEMENTITIOUS MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED 

UEST OF WATER TANK PH 7A-1. 



NOH ASBESTOS 



ORAFT COPT ISSUED 05/18/92 



POUT AUTHOR! TY Of NY * HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T 10WS 



REPORT # 
SURVEY f 



147 
027 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILD I KG: 1 

AREA DESCRIPTION: NORTH UEST QUADRANT FLOOR: 7 



SAHPLE 
NUMBER 



R-UTC-6B31 



LOCATION 

BLACK TAR AND FOIL LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED 
UEST OF UATER TANK PH 7A-1. 



RESULT 

HON ASBESTOS 



R-UTC-6S32 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED ON TOP 

OF UATER TANK PH 7A-1. 



NOW ASBESTOS 



R-UTC-6833 AK INNER CEMEHTIT10US MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED 

ABOVE UATER TANK PH 7A-1. 



HON ASBESTOS 



R-VTC-6334 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A V O.D. ELBOU LOCATED SOUTH 

OF PRV RIG. 



HON ASBESTOS 



R-UTC-6815 



AH INNER CEMEHTIT10US MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED 
SOUTH OF PRV RIG. 



HON ASBESTOS 



R-UTC-6S36 BUCK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED SOUTH OF 

PRV RIG. 



NOW ASBESTOS 



R -UK -6837 



BLACK TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED SOUTH OF 
PRV RIG. 



NOW ASBESTOS 



DB* FT COPT ISSUED 05/1B/92 



POUT AUTHORITY OF MY * MJ 
ASBESTOS MANAGEMENT DIVISION 
SAHPLE LOCATIONS 



REPORT f 
SURVEY f 



147 
028 



FACILITY: WORLD TRAOE CENTER 
LOCATION: 

AREA DESCRIPTION: HALLWAY 



BUtLDtHG: 1 
FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-6&3S OUTER CLOTH MATERIAL COLLECTED FROM A 3** O.D. PIPE LOCATED AT FAR UEST 

EUO OF HALLUAY 



HON. ASBESTOS 



R-UTC-6A39 INNER CEHEHTITIOUS MATERIAL COLLECTED FROM 3" O.D. PIPE LOCATED AT FAR 

END OF HALLUAY 



HON ASBESTOS 



R-UTC-6840 TAR LIKE MATERIAL COLLECTED FROM A V O.D. PIPE LOCATED ID' FROM THE WEST 

END OF HALLUAY 



HON ASBESTOS 



R-UTC-6541 OUTER CLOTH MATERIAL COLLECTED FROM A 4« O.D. F1TTEH LOCATED MID -HALLUAY 

JUST OUTSIDE BATHROOM. 



HON ASBESTOS 



R-UTC-6842 INNER CEHETIT10US MATERIAL COLLECTED FROM A 4" O.D. FITTENC ELBOU 

LOCATED JUST UEST OF INTERSECTION OF TWO HALLWAYS. 



NOW ASBESTOS 



"-UTC-6643 INNER CEHETITROUS MATERIAL COLLECTED FROM A 3 M O.D. ELBOU LOCATED JUST 

OUTSIDE BATHROOM. 



HON ASBESTOS 



t-UTC-6aC4 TAR LIKE MATERIAL COLLECTED FROM A 3" 0.0. PIPE LOCATED JUST UEST OF 

INTERSECTION OF TUO HALLWAYS. 



HON ASBESTOS 



R-WTC-6845 OUTER CLOTH MATERIAL COLLECT CO FROM 4" O.O. ELBOW LOCATED JUST UEST OF 

INTERSECTION OF TUO HALLWAYS. 



HON ASBESTOS 



R-VTC-6A46 INNER CEHEHTITIOUS MATERIAL COLLECTED FROM 4 B O.D. ELBOW LOCATED JUST 

INTERSECTION OF TUO HALLWAYS . 



HON ASBESTOS 



R-UTC-6847 TAR AND FOIL LIKE MATERIAL COLLECTED FROM 3" O.D. ELBOU LOCATED EAST OF 

INTERSECTION Of TUO HALLWAYS 10' ABOVE FLOOR. 



HON ASBESTOS 



R-WTC-604B OUTER CLOTH MATERIAL COLLECTED FROM 3" O.D. ELBOU LOCATED EAST OF 

INTERSECT IOM OF TUO HALLWAYS TO' AB VE FLOOR. 



HON ASBESTOS 



R-WTC-6S49 INNER CEHEHTITIOUS MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED EAST 

OF INTERSECTION OF TWO HALLWAYS 10' ABOVE FLOOR 



HON ASBESTOS 



DRAFT COPY ISSUED 05/16/9? 



PORT AUTHORITY OF HY i MJ 
ASBESTOS MANAGEMENT DIVISION 
SAHPLE L OCA T 10WS 



REPORT * 147 
SURVEY 9 029 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: UPPER LEVEL SOUTH WEST QUADRANT FLOOR: 7 



SAMPLE 

NUMBER . ICOa 1 ON RESULT 

R-UTC'MSO TAR LIKE MATERIAL COLLECTED FROM A 3- O.D. PIPE LOCATED ABOVE SUB HON ASBESTOS 

STATION IN NORTH EAST QUADRANT . 



DRAFT COPY ISSUED 05/1B/92 



PORT AUTHORITY OF NY 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL SOUTH UEST QUADRANT 



SAMPLE 

NUMBER LOCATION 

R-UTC-M51 TAR LICE MATERIAL COLLECTED FROM A 3- O.D. PIPE LOCATED ABOVE SUB 

STATION IN NORTH UEST QUADRANT. 



DRAFT COPT ISSUED 05/18/92 



POUT AUTHOBITT OF HT 1 MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



FACILITY: WOULD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL SOUTH WEST QUADRANT 



SAMPLE 

NUMBER LOCATION 

R-VTC-6652 TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED ABOVE SUB 

STATION IN SOUTH UEST QUADRANT. 



DRAFT COPY ISSUED OS/TB/92 



PORT AUTHORITY OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: UPPER LEVEL SOUTH UEST QUADRANT 



SAMPLE 

NUMBER LOCATION 

R-VTC-6S53 TAR LIKE MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED ABOVE SU8 

- STATION IN SOUTH EAST QUADRANT. 



DRAFT COPY ISSUEO 05/18/92 



PORT AUTHORITY OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT i 
SURVEY * 
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FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH WEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-6S54 



LOCATION 

OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED WEST OF ACS 
7-13 



RESULT 

HON ASBESTOS 



R-UTC-6855 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED WEST OF ACS 

7-13 



HON ASBESTOS 



R-UTC'6856 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED WEST OF ACS 

7-13 



HON ASBESTOS 



R-tfTC-6857 OUTER CLOTH MATERIAL COLLECTED FROM A 4- O.D. ELBOW LOCATED WEST OF ACS 

7-13 



MOM ASBESTOS 



R-UTC-6858 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED WEST OF ACS 

7-13 



HON ASBESTOS 



■U7C-6859 OUTER CLOTH MATERIAL COLLECTED FROM A 4» O.D. ELBOW LOCATED WEST OF ACS 

7-13 



HON ASBESTOS 



R-WTC-6fl6Q INNER BROUN MASTIC MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED VEST 

OF ACS 7-13 



HON ASBESTOS 



R-VTC-6A61 OUTER CLOTH MATERIAL COLLECTED FROM A 6" O.D. ELBOW LOCATED EAST OF ACS 

7-13 



NON ASBESTOS 



R-UTC-6062 OUTER CLOTH MATERIAL COLLECTED FROM A 6- 0.0. PIPE LOCATED EAST Of ACS 

7-13 



HON ASBESTOS 



R-VTC-6863 OUTER CLOTH MATERIAL COLLECTED FROM A 5- O.D. ELBOW LOCATED EA5T OF ACS 

7-13 



HON ASBESTOS 



R-VTC-68M 



OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED EAST OF ACS 
7-13 



NOM ASBESTOS 



OH AFT COPT ISSUED 05/18/92 



PORT AUTHORITY Of HI t HJ 
ASBESTOS HAHACEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * H7 
SURVEY * 033 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH WEST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 



R-UTC-6865 



LOCATION 

BROUN MASTIC MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED EAST OF ACS 
7-13 



RESULT 

HON ASBESTOS 



R-UTC-M66 OUTER CLOTH MATERIAL COLLECTED FROM A 4- O.D. ELBOU LOCATEO WEST OF ACS 

7-5 



HON ASBESTOS 



R-UTC-6867 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.O. ELBOU LOCATED WEST OF ACS 

7-5 



HON ASBESTOS 



R-UTC-6860 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED WEST OF ACS 

7-5 



HON ASBESTOS 



R-UTC-6869 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED WEST OF ACS 

7-5 



HON ASBESTOS 



UTC-6A70 UNITE PLASTER LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED WEST 

ACS 7-5 



HON ASBESTOS 



R-UTC-6871 OUTER CLOTH MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED FROM EAST OF 

ACS 7-5 



NOH ASBESTOS 



R-UTC-6872 OUTER CLOTH MATERIAL COLLECTEO FROM A 4" O.D. ELBOU LOCATEO FROM EAST OF 

ACS 7-5 



HON ASBESTOS 



R-UTC-6873 OUTER CLOTH MATERIAL COLLECTED FROM A 4" 0.0. ELBOU LOCATED FROM WEST OF 

ACS 7-1 



NOH ASBESTOS 



R-UTC-6874 ILACK TAR LIKE MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED EAST Of 

ACS 7-5 



MOM ASBESTOS 



R-UTC-6875 OUTER CLOTH MATERIAL COLLECTED FROM A 3" O.D. PIPE LOCATED WEST OF ACS 

7-1 



NOH ASBESTOS 



R-UTC-6876 OUTER CLOTH MATERIAL COLLECTED FROM A 5" O.D. ELBOU LOCATED VEST OF ACS 

7-1 



NOH ASBESTOS 



R-UTC-6877 OUTER CLOTH MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED WEST OF ACS 

7-1 



HON ASBESTOS 



R-UTC-687B CEMENTITIOUS MATERIAL COLLECTEO FROM A 3" O.D. VALVE LOCATED WEST OF ACS 

7-9 , 



NOH ASBESTOS 



DRAFT COPY ISSUED 0S/1B/92 PORT AUTHOR ITT Of HY 1 HJ REPORT # H7 

ASBESTOS MAHAGEHEMT DIVISION SURVEY # 033 
SAMPLE LOCATIOHS 

FACILITY: UORLD TRADE CENTER 

LOCATION: SURD IMC: 1 

AREA DESCRIPTION: NORTH WEST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-UTC-6a79 



LOCATION 

OUTER CLOTH MATERIAL COLLECTED FROM A 5- O.D. PIPE LOCATED UEST OF ACS 
7-9 



RESULT 

HON ASBESTOS 



R-UTC-6M0 OUTER CLOTH MATERIAL COLLECTED FROM A 4" 0.0. ELtOU LOCATED UEST Of ACS 

7-9 



HON ASBESTOS 



R-WTC-66S1 MOW MASTIC MATERIAL COLLECTED FROM A 5" O.D. PIPE LOCATED UEST OF ACS 

7-9 



HON ASBESTOS 



R-UTC-6flSZ CEMENT I TOUS MATERIAL COLLECTED FROM A 2" 0.0. FITTING LOCATED UEST OF 

ACS 7-9 



KOU ASBESTOS 



ft-VTC-6flA3 OUTER CLOTH MATERIAL COLLECTED FROM A *" O.D. FITTING LOCATED UEST OF 

ACS 7-9 



HON ASBESTOS 



-UU-6&&4 OUTER CLOTH MATERIAL COLLECTED f ROM A 6 N O.D. ELBOU LOCATED SOUTH OF 

ACRS 7-12 



MOW ASBESTOS 



R-UTC-6AA5 OUTER CLOTH MATERIAL COLLECTED FROM A 6" O.D. ELBOU LOCATED SOUTH OF 

ACRS 7-12 



HON ASBESTOS 



R-UTC-6&86 



OUTER CLOTH MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED SOUTH OF ACRS 
7-12 



HON ASBESTOS 



DRAFT COPT ISSUED 05/16/92 POUT AUTHORITY OF NT t HJ REPORT f 147 

ASBESTOS MANAGEMENT DIVISION SURVEY * 034 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER NORTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-68W 



LOCATION 

OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED WEST OF ACS 

7-6. 



RESULT 

HON ASBESTOS 



R-UTC-6889 CEHEHTITIOUS MATERIAL COLLECTED FROM A 3- O.D. ELBOU LOCATED WEST OF ACS 

7-6 



HON ASBESTOS 



R-VTC-6A90 OUTER CLOTH MATERIAL COLLECTED FROM A 6- O.D. ELBOU LOCATED EAST OF ACS 

7-6. 



HON ASBESTOS 



R-UTC-6891 OUTER CLOTH MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED EAST OF ACS 

7-6. 



NOW ASBESTOS 



R-UTC-6892 



TAR LIKE MATERIAL COLLECTED FROM INSIDE OUTER CLOTH MATERIAL FROM A 6* 
O.D. PIPE LOCATED EAST OF ACS 7-6 



HON ASBESTOS 



'-WTC-689S OUTER CLOTH MATERIAL COLLECTED FROM A 4" 0.0. PIPE LOCATED EAST OF ACS 

7-Z 



HON ASBESTOS 



R-UTC-6894 OUTER CLOTH MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED EAST OF ACS 

7-2 



HON ASBESTOS 



R-UTC-6fl9$ OUTER CLOTH MATERIAL COLLECTEO FROM A 10" O.D. ELBOU LOCATED EAST OF ACS 

7-2 



NOW ASBESTOS 



R-UTC-6896 TAR LIKE MATERIAL COLLECTED FROM A 4- O.D. PIPE LOCATED EAST OF ACS 7-2 HON ASBESTOS 

R-UTC-6B97 CEHEHTITIOUS MATERIAL COLLECTED FROM A 4*O.D. ELBOU LOCATED EAST OF ACS HON ASBESTOS 

7-2 



R-UTC-6S9S CEHEHTITIOUS MATERIAL COLLECTED FROM A 3"O.D. ELBOU LOCATED EAST OF ACS 

7-14 



HON ASBESTOS 



R-VTC-6699 OUTER CLOTH MATERIAL COLLECTED FROM A 4- O.D. ELBOU LOCATED EAST OF ACS 

7-14 



HON ASBESTOS 



R-WTC-6900 
R-UTC-6901 



1AR LIKE MATERIAL COLLECTED FROM A 6 M O.D. PIPE LOCATED EAST OF ACS 7-14 HON ASBESTOS 



MOLDED SECTION MATERIAL COLLECTED FROM A 12" O.D. PIPE LOCATED NORTH 
UEST OF ACR 1-13 



J5X AMOSITE ASBESTOS 
5X CHRTSOTILE ASBESTOS 



DRAFT COPY ISSUED OS/18/92 PORT AUTHOR 1TY Of NT t HJ REPORT « 147 

ASBESTOS MANAGEMENT DIVISION SURVEY « 0J4 
SAHPLE LOCATIONS 

FACILITY: UOftLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER NORTH EAST QUADRANT FLOOR: 7 



SAMPLE 

NUMBER LOCATION RESULT 



R-UTC-6M2 



MOLDED SECTION MATERIAL COLLECTED FROM A 12" O.D. PIPE LOCATED NORTH 
WEST OF AC* 1-13 



35 JE AHOSITE ASBESTOS 
51 CKRTSOTILE ASBESTOS 



DRAFT COPY ISSUED OS/18/92 



POUT AUTHOR! TT OF MY 1 NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOG A TIOHS 



REPORT # H7 
SURVEY $ 03* 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCR1PHOM: LOWER SOUTH EAST OUADRAKT 



BUILDING: 1 
FLOOR'. 7 



SAMPLE 
NUMBER 



LOCATION 



R-UTC-6867 OUTER CLOTH MATERIAL COLLECTED FROM A *■ O.D. ELBOW LOCATED UEST OF ACS 

7-6. 



RESULT 

HON ASBESTOS 



ORAFT COPY 1 SSUEO 05/18/9? PORT AUTHORITY OF NT t MJ REPORT f U7 

ASBESTOS MANAGEMENT DIVISION SURVEY * 035 
SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: SOUTH EAST QUADRANT FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-7100 



LOCATION 

A VINYL LIKE OUTER COVERING COLLECTED FROM A 4» 0,D. PIPE LOCATED EAST 
OF ACS 7-12 



RESULT 

HON ASBESTOS 



R-WTC-7101 A CLOTH LIKE MATERIAL COLLECTED FROM A 4 H O.D. ELBOU LOCATED EAST OF ACS 

7-12 



HON ASBESTOS 



R-WTC-7102 A CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELSOU LOCATED EAST OF OF 

ACS 7-12 



HON ASBESTOS 



R-WTC-7102 



A VIHTL LIKE MATERIAL COLLECTED FROM A 4" O.D. PIPE LOCATED EAST OF ACS 
7-12 



NOW ASBESTOS 



R-UTC-7103 A WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 6* O.D. COUPLING LOCATED 

EAST OF ACS 7-12 



HON ASBESTOS 



■-WTC-710* UNITE PLASTER LICE AND HORSE HAIR MATERIAL COLLECTED FROM A 8- O.D. 

VALVE LOCATED EAST OF ACS 7-12 



HON ASBESTOS 



R-UTC-7105 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A *« O.D. ELBOU LOCATED WEST OF 
ACS 7-12 



NOH ASBESTOS 



R-UTC-7106 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" 0.0. ELBOU LOCATED UEST OF 

ACS 7-12 



NOH ASBESTOS 



R-UTC-7107 WHITE PLASTER LICE MATERIAL COLLECTED FROM A 4" O.D. FITTING LOCATED 

WEST OF ACS 7-12 



NOH ASBESTOS 



R-UTC-7108 INNER WHITE CEMENT ITIOUS MATERIAL COLLECTED FROM A 3 W O.D. FITTING 

LOCATED WEST OF ACS 7-12 



NOH ASBESTOS 



R-tfTC-7109 



OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. FITTING LOCATED WEST. 
OF ACS 7-12 



HON ASBESTOS 



R-WTC-7110 OUTER CLOTH AND WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 4" O.D. 

ELBOU LOCATED WEST OF ACS 7-12 



HON ASBESTOS 



R-WTC-7111 OUTER CLOTH LIKE KATE RAIL COLLECTED FROM A 4- O.D. ELBOW LOCATED UEST OF 

ACS 7-12 



HON ASBESTOS 



R-WTC-71113 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. VALVE LOCATED EAST OF NOH ASBESTOS 

ACS 7-7 



DRAFT COPT ISSUED OS/lfl/92 



PORT AUTHOR ITT OF NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOOT [QMS 



REPORT « 
SURVET # 



147 
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FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: SOUTH EA5T QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-WTC-7112 INKER CEMENUTIOUS MATERIAL COLLECTED FROM A 3- O.O. VALVE LOCATED EAST 

OF ACS 7-12 



HON ASBESTOS 



R-VTC-71H WHITE PLASTER LIKE MATERIAL COLLECTED FROM A V O.D. FITTING LOCATED 

EAST OF ACS 7-7 



NOM ASBESTOS 



R-UTC-7115 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4» O.D. ELBOU LOCATED EAST OF 

ACS 7-7 



HON ASBESTOS 



R-VTC-7U6 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 5" O.D. VALVE LOCATED 12* 

ABOVE FLOOR AND EAST OF ACS 7-7 



NON ASBESTOS 



R-WTC-7117 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8" O.D. FITTING LOCATED 12' 

ABOVE FLOOR AND EAST OF ACS 7-7 



NON ASBESTOS 



VWTC-7118 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 8" O.D. FITTING LOCATED 12' 

ABOVE FLOOR AND EAST OF ACS 7-7 



NON ASBESTOS 



R-UTC-7119 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 6" O.D. ELBOU LOCATED 12* 

ABOVE FLOOR AND EAST OF ACS 7-7 



NON ASBESTOS 



S-UTC-7120 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED 12' 

ABOVE FLOOR AND UEST OF ACS 7-7 



NON ASBESTOS 



R-UTC-7121 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. VALVE LOCATED 12' 

ABOVE FLOOR AND UEST Of ACS 7-7 



HON ASBESTOS 



R-UTC-7122 INNER WHITE CEHEHTITIOUS MATERIAL COLLECTED FROM A 3" O.D. VALVE LOCATED 

WEST OF ACS 7-7 



HON ASBESTOS 



R-UTC-7123 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4- O.D ELBOU LOCATED UEST OF 

ACS 7-7 



NON ASBESTOS 



R-UTC-7124 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4- O.D ELBOU LOCATED EAST OF 

ACS 7-1 



HON ASBESTOS 



R-WTC-7125 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D ELBOU LOCATED EAST OF 

ACS 7-3 



NON ASBESTOS 



R-WTC-7126 INNER WHITE CEMEHTITIOUS MATERIAL COLLECTED FROM A 3 M 0.0. ELBOW LOCATED 

EAST OF ACS 7-3 



NON ASBESTOS 



DRAFT COPT ISSUED 05/18/92 



POUT AUTHORITY Of HT g HJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT # 
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FACILITY: WORLD TRADE CENTER 
LOCATION-. 

AREA DESCRIPTION: SOUTH EAST QUADRANT 



BUILDING: 1 
FLOOR: 7 



SAMPLE 
NUMBER 

R-WTC-7127 



LOCATION RESULT 

OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED WEST Of HON ASBESTOS 

ACS 7-3 



R-WTC-7128 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELIOW LOCATED WEST Of 

ACS 7-3 



HON ASBESTOS 



R-l/TC-7129 IHHER WHITE CEHEHTITIOUS MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED 

WEST OF ACS 7-10 



HON ASBE5TOS 



R-VTC-7130 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED WEST OF 

ACS 7-10 



HON ASBESTOS 



R-tfTC-7131 IHHER CEHEHTITIOUS MATERIAL COLLECTED FROM A 3- O.D. ELBOW LOCATED WEST 

OF ACS 7-10 



HON ASBESTOS 



•WTC-7132 OUTER VIHYL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED WEST OF 

ACS 7-10 



HON ASBESTOS 



R-WTC-7133 WHITE PLASTER MATERIAL COLLECTED FROM A 4** O.D. ELBOW LOCATED WEST OF 

ACS 7-10 



HON ASBESTOS 



R-WTC-7134 OUTER CLOTH LICE MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED WEST OF 

ACS 7-10 



HON ASBESTOS 



R-WTC-7135 INNER WHITE CEHEHTITIOUS MATERIAL COLLECTED FROM A 3' O.D. ELBOW LOCATED 

WEST OF ACS 7-10 



HON ASBESTOS 



t 



OK* FT COPT ISSUED 



port authority of wi t mj 



ASBESTOS MAHAGEMEHT DIVISION 



REPORT 1 U7 
SURVEY # 036 



SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: LOWER SOUTH UEST QUADRANT FLOOR: 7 



NUMBER LOCATION RESULT 

R-UTC-7136 OUTER CLOTH LIKE KATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED EAST OF NON ASBESTOS 

ACS 7-8 



R-UTC-7137 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED EAST OF <1X TREHOLITE ASBESTOS 

ACS 7-8 

R-UTC-71J8 INNER WHITE CEKEMUTIOUS MATERIAL COLLECTED FROM A 3" O.D. ELtOU LOCATED HON ASBESTOS 

EAST OF ACS 7-8. 

R-VTC-7139 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. EL SOU LOCATED WEST OF HON ASBESTOS 

ACS 7-8. 

R-UTC-7140 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED WEST OF NON ASBESTOS 

ACS 7-6. 

■•R-VTC-7141 OUTER VINYL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED WEST OF HON ASBESTOS 

ACS 7-8. 

R-WTC-7142 INNER WHITE CEMEHT1TOUS KATERIAL COLLECTED FROM A 3" O.D- ELBOW LOCATED NON ASBESTOS 

UEST OF ACS 7-8 

R-WTC-7143 WHITE PLASTER LIKE MATERIAL COLLECTED FROM A 4- O.D. FITTING LOCATED HON ASBESTOS 

WEST OF ACS 7-8 

R-WTC-7144 INNER WHITE CEMENT H I OUS MATERIAL COLLECTED FROM A 3" O.D. ELBOW LOCATED HON ASBESTOS 

EAST OF ACS 7-4 

R-WTC-7K5 OUTER CLOTH LIKE-MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED EAST OF HON ASBESTOS 

ACS 7-4 



R-UTC-7146 OUTER CLOTH LIKE MATERIAL COLLECTED FROM A 4" O.D. ELBOW LOCATED EAST OF HON ASBESTOS 

ACS 7-4 

8-WTC-7147 OUTER VINYL LIKE MATERIAL COLLECTED FROM A 6" 0.0. PIPE LOCATED EAST OF HON ASBESTOS 

ACS 7-11. 

R-WTC-7148 OUTER CLOTH LICE MATERIAL COLLECTED FROM A 4" 0.0. ELBOW LOCATED WEST OF HON ASBESTOS 

ACS 7-4. 

R-UTC-7149 OUTER VINYL LIKE MATERIAL COLLECTED FROM A 6" O.D. PIPE LOCATED WEST OF NON ASBESTOS 

ACS 7-4. 



M OTE: ih« *y«*>oL "<- «e«nx: Let* than. "TRACE" neuu a barely perceivabU amount of asbestos chat U W*s than the USEPA I mi 
tor asbestoi. 



jLOPTT ISSUED 05/18/OT 



PORT AUTHORITY Of HI I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « K7 
SURVEY # MO 



ITT: WORLD TRADE CENTER 
"ION: 

DESCRIPTION: LOUER SOUTH WEST QUADRANT 



E 

;r 

>6919 



ICOTIOH 

UHITE PLASTER MATERIAL COLLECTED FROM A 6" O.O. COUPLING LOCATED WEST OF 
ACS 7-9. 



BUILDING: 1 
FLOOR: 7 

\ 

RESULT 

NOW ASBESTOS 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY Of MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 406 
SURVET « 



CIL1TT: WORLD TRADE CENTER 
.0CAT1ON: ROOM * 2067 / CORE CORRIDOR 
AREA DESCRIPTION: 



BUILDING: 1 VTC 
FLOOR: 20 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-3W9S GREY SPRAT -ON FIREPROOFING MATERIAL COLLECTED FROM A DECK 12' NORTH OF 

CORE WALL FROM THE ENTRANCE OF SUITE # 2067, AND 6' VEST OF ENTRANCE. 



25X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



UTC-3W99 GRET SPRAY-ON FIREPROOFINC MATERIAL COLLECTED FROM A lEAM 13 1/2 ' 

NORTH OF CORE UALL FROM THE ENTRANCE OF SUITE f 2067, AND 6' WEST OF 
ENTRANCE. 



20X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



VTC-30500 GREY SPRAY -ON FIREPROOFINC MATERIAL COLLECTED FROM A DECK, 14' NORTH OF 

CORE UALL FROM THE ENTRANCE OF SUITE f 2067, ANO 3' WEST OF ENTRANCE. 



30X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



WTC-30501 



GREY SPRAY-ON FIREPROOFING MATERIAL COLLECTED BETWEEN COLUMNS M 127 AND 
128 LOCATED 28 1/2' SOUTH OF DECK. 



30X CHRYSOTILE ASBESTOS 
SAMPLE DATE* 07/09/91 



•C-30502 



CREY SPRAT -OH FIREPROOFING MATERIAL COLLECTED BETWEEN COLUMNS * 127 AND 
128 LOCATED 30' SOUTH OF OECK. 



3 OX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



WTC-30503 



GREY SPRAY-ON FIREPROOFING MATERIAL COLLECTED FROM SEAM LOCATED 23* 
SOUTH OF COLUKH ff 131. 



30X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



VTC -30504 



GREY SPRAY-ON FIREPROOFING MATERIAL COLLECTED FROM BEAM LOCATED 23' 
SOUTH OF COLUMN I 133. 



25X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



WTC-30505 



CREY SPRAY-ON FIREPROOFING MATERIAL COLLECTED FROM DECK LOCATED 23' 
SOUTH OF COLUMN f 133 AND V EAST OF BEAM. 



30X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/09/91 



DRAFT COPT ISSUED 05MS/92 



PORT AUTHORITY OF NY t WJ 
ASBESTOS MANAGEMENT 01 VI SIM 
SAMPLE LOCATIONS 



REPORT * 406 
SURVEY t 



CILITT: WORLD TRADE CENTER 
XATI0N: 
AREA DESCRIPTION: NORTH 



BUILDING; 1 UTC 
FLOOR: 37 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



WTC-299JA GREY SPRAY-ON F (REPROOFING MATERIAL COLLECTED J ROM BEAM LOCATED BETWEEN 

COLUMN # 136 1 * 137. 25* SOUTH OF NORTH PERIMETER. 



2SX CHRYSOT 1 IE ASBESTOS 
SAMPLE DATE: 06/12/91 



WTC-29939 GREY SPRAY- ON FIREPROOFING MATERIAL COLLECTED FROM BEAM LOCATED BETWEEN 

COLUMNS * 136 1 f 137, 22' SOUTH OF NORTH PERIMETER. 



25X CHRYSOT I IE ASBESTOS 
SAMPLE DATE: 06/12/91 



WTC-29940 GREY SPRAT -ON F1REPR00FING MATERIAL COLLECTED FROM DECK LOCATED BETWEEN 

COLUMNS » 134 » # 135, 25' SOUTH OF NORTH PERIMETER* 



25X CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 06/12/91 



WTC-29941 GREY SPRAY-ON FIREPROOF I NG MATERIAL COLLECTED FROM BEAM LOCATED BETWEEN 

COLUMNS * 130 i * 131, 22' SOUTH OF NORTH PERIMETER, 



HON ASBESTOS 

SAMPLE OATE: 06/12/91 



VTC- 29942 



GREY SPRAY-ON F1REPROOFIHG MATERIAL COLLECTED FROM CROSS BEAM LOCATED 
BETWEEN COLUMNS * 138 1 * 139, 9' SOUTH OF NORTH PERIMETER. 



25X CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 06/12/91 



WTC- 299*3 



GREY SPRAY-ON FISEPROOFING MATERIAL COLLECYED FROM BEAM LOCATED BETWEEN 
COLUMNS * 136 ANO # 137, 9' SOUTH OF NORTH PERIMETER. 



25% CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 06/12/91 



WTC-29944 GREY SPRAY-ON FIREPROOF INC MATERIAL COLLECTED FROM BEAM LOCATED BETWEEN 

COLUMNS ff 134 AND « 135, 9* SOUTH OF NORTH PERIMETER- 



25X CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 06/12/91 



WTC-29945 GREY SPRAY -ON Fl REPROOFING MATERIAL COLLECTED FROM SEAM LOCATED BETWEEN 

COLUMNS « 132 AND • 133, 6* SOUTH OF NORTH PERIMETER. 



<1X CHRYSOT 1LE ASBESTOS 
SAMPLE OATE: 06/12/91 



WTC -29946 



TROWELED OH FIREPROOF I NG MATERIAL COLLECTED FROM NORTH PERIMETER WALL 
LOCATED BETWEEN COLLHHS 9 130 AND # 131. 



HON ASBESTOS 

SAMPLE DATE: 06/12/91 



•lil£i The syatml neans: Lest than. "TRACE" swans a barely perceivable amount of asbestos that is less than the USEPA li«it 
for asbestos. 



PRAFT COPY ISSUED 05/15/92 



PORT AUTHORITY OF HT 1 HJ 
ASBESTOS MANAGEMENT D1V1S10H 
SAMPLE LOCATIONS 



REPORT ff 
SURVEY ff 



406 



ClLUt: WORLD TRADE CENTER 
.OCAT10H: 

AREA DESCRIPTION: ESCALATOR 



BUILDING: t IffC 
FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC- 29947 PLASTER MATERIAL COLLECTED FROM WEST SIDE OF ESCALATOR, 16' NORTH OF 

EXIT "DOW SIGN. 



NOW ASBESTOS 

SAMPLE DATE: 06/12/91 



UTC- 29948 



PLASTER MATERIAL COLLECTED FROM NORTH SIDE (UNDER SIDE) OF ESCALATOR 
CENTER. 



HON ASBESTOS 

SAMPLE DATE: 06/12/91 



WTC- 29949 



PIASTER MATERIAL COLLECTED FROM (EAST SIDE) OF ESCALATOR, 16* NORTH Of 
ENTER nJP« SIGH. 



HON ASBESTOS 

SAMPLE DATE: 06/12/91 



pRAFJCOPY ISSUED 05/18/9? 



ClLlTt: WORLD TRADE CENTER 
OCATION: 

AREA DESCRIPTION: JOY PUMP ROOM 



PORT AUTHORITY OF WT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE t OCA T IOWS 



REPORT * 410 
SURVEY * 



BUILDING: 1 
FLOOR: fl-6 



SAMPLE 
NUMBER 

UTC-29450 
UTC -29451 
UTC -29452 



I OCA T 1 0K 

INKER LAYER OF FIBROUS PIPE INSULATION COLLECTED FROM 12" O.D. PIPE. 
INNER LAYER OF FIBROUS PIPE INSULATION COLLECTED FROM 12" O.D. PIPE. 



GRAYISH FLUFFY SPRAYED ON Fl REPROOFING MATERIAL COLLECTED FROM A BEAM 
EAST SIDE (BEAM RUNS EAST TO WEST). 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 05/08/91 

HON ASBESTOS 

SAMPLE DATE: 05/08/91 

WON ASBESTOS 

SAMPLE DATE: 05/08/91 



UTC- 29453 GRAYISH FLUFFY SPRAYED OH Fl REPROOFING MATERIAL COLLECTED FROM A BEAM HON ASBESTOS 

UEST SIDE (BEAM RUNS EAST TO WEST). SAMPLE DATE: 05/08/91 



UTC -294 54 GASKET MATERIAL COLLECTED. HON ASBESTOS 

SAMPLE DATE: 05/08/91 



DRAFT COPY ISSUED 05/18/92 



POST AUTHORITY Of NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 411 
SURVEY f 



C1im : WORLD TRADE CENTER 
.JCATION: 

AREA DESCRIPTION: OLD VALVE ROOM / PIT AREA 



lUlLDIHG: 1 

FLOOR: SUB-LEVEL 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



tfTC-29199 



CEMENT IT tOUS PIPE JOINT INSULATION MATERIAL TAKEN FROM 6" O.D PIPE ON 
SOUTH SIDE OF ROOM. 



HON ASBESTOS 

SAMPLE DATE: W/03/91 



UTC- 29200 



CEHEHTITIOUS PIPE JOINT INSULATION MATERIAL TAKEN FROM 6 m O.D. PIPE ON 
NORTH SIDE OF ROOM. 



NON ASBESTOS 

SAMPLE DATE: 04/03/91 



UTC- 29201 



CEHENTITIOUS PIPE JOINT INSULATION MATERIAL TAKEN FROM 6 H O.O. PIPE IN 
CENTER OF ROOM. 



NON ASBESTOS 

SAMPLE DATE: 04/03/91 



DRAFT COPT ISSUED 



POUT AUTHOR ITT OF MY 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 412 
SURVEY 0 



\CIL1TY: UOftLD TRADE CENTER 
.OCATIOH: 

AREA DESCRIPTION: ELEVATOR MECHANICAL ROOM 



SUILOIUG: 1 
FLOOR: 18 



SAMPLE 
NUMBER 

WTC- 29352 



LOCATION 

FLUFFY FIREPRCOFIHC MATERIAL TAKEN FROM I BEAM ALONG VEST WALL. 



RESULT 

20% CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 05/02/91 



WTC -27353 



CEMEHTITIOUS FIREPROOF IMG MATERIAL TAKEN FROM I BEAN ALONG EAST WALL. 



HON ASBESTOS 

SAMPLE DATE: 05/02/91 



WTC -29354 



CEMENT 111 CDS FIREPROOF 1HG MATERIAL TAKEN FROM 1 BEAM ALONG EAST UALL. 



10X CHRYSOT I LE ASBESTOS 
SAMPLE PATE: 05/02/91 



WTC-29355 



CEMEHTITIOUS F I REPROOFING MATERIAL TAKEN FROM I BEAM ALONG UEST UALL. 



1-3X CHRYSOT I LE ASBESTOS 
SAMPLE OATE: 05/02/91 



( 



PRAM COPT ISSUED 05/16/92 



POUT AUTHOR! n OF HI I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T IQMS 



REPORT ff 413 
SURVEY f 001 



ACUITY: WORLD TRADE CENTER 
LOCATION: MECHANICAL EQUIPMENT ROOM 
AREA DESCRIPTION : ELEVATOR 



BUILDING: 1 
FLOOR: 26 



SAHPlE 
NUMBER 



LOCATION 



RESULT 



VTC- 29362 



FLUFFY FIREPROOFING MATERIAL TAKEN FROM EAST WALL OF ELEVATOR MECHANICAL 5% CHRYSOTILE ASBESTOS 

ROOM. SAMPLE DATE: 04/11/91 



DRAFT COPY ISSUED 05/18/92 



POUT AUTHORITY OF NY t MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY f 



414 



ACUITY: WORLD TRADE CENTER 
..OCATIOH: 

AREA DESCRIPTION: HORTHUEST QUADRANT 



BUILDING: 1 
FLOOR; 37 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC- 29785 



GRAYISH FLUFFY SPRAYED OH F I REPROOFING MATERIAL COLLECTED FROM A BE AH 1H 
NORTHWEST QUADRANT OF 37TH FLOOR APPROXIMATELY 22' SOUTH OF WET COLUMN 
• 129. 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



WTC- 29786 



GRAYISH FLUFFY SPRAYED ON FIREPROOFIHG MATERIAL COLLECTED FROM A BE AH IH 
NORTHWEST QUADRANT OF 37TH FLOOR APPROXIMATELY 6* SOUTH OF WET COLUMN 
#125. 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



UTC-297S7 



GRAYISH FLUFFY SPRAYED ON FIREPROOFIHG MATERIAL COLLECTED FROM A SEAM IH 
NORTHWEST QUADRANT OF 37TH FLOOR APPROXIMATELY 28' SOUTH OF WET COLUMN 
#122. 



HON ASBESTOS 

SAMPLE DATE: O6/0S/91 



WTC -29788 



GRAYISH FLUFFY SPRAYED OH FIREPROOFIHG MATERIAL COLLECTED FROM A BEAM IH 
NORTHWEST QUADRANT OF 37TH FLOOR APPROXIMATELY B' SOUTH OF WET COLUMN 
#120. 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



WTC- 29789 



GRAYISH FLUFFY SPRAYED OH F (REPROOFING MATERIAL COLLECTED FROM A BEAM IH 
NORTHWEST QUADRANT OF 37TH FLOOR APPROXIMATELY 8' SOUTH OF WET COLUMN 
• 123. 



MOM ASBESTOS 

SAMPLE DATE: 06/05/91 



WTC- 29790 



GRAYISH FLUFFY SPRAYED ON FIREPROOFIHG MATERIAL COLLECTED FROM A BEAM IN 
NORTHWEST OUADRANT OF 37TK FLOOR ON A BEAM APPROXIMATELY 26' SOUTH OF 
WET COLUMN #122. 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



WTC-297V1 



GRAYISH FLUFFY SPRAYED OH FIREPROOFIHG MATERIAL COLLECTED FROM A BEAM IH 
NORTHWEST QUADRANT OF 37TK FLOOR OH CROSS BEAM RUNNING EAST/WEST 26' 
SOUTH OF WET COLUMN #122. 



HON ASBESTOS 

SAMPLE DATE: D6/05/91 



DBAFT COPY ISSUED 0S/1B/92 POBT AUTHOR ITT Of MY I HJ REPORT f 415 

ASBESTOS MANAGEMENT DIVISION SURVEY f 
SAMPLE LOCATIONS 

UTILITY: WORLD TRADE CENTER 

XATION: BUILDING: 1 

AREA DESCRIPTION: ELEVATOR MECHANICAL ROM FLOOR: 33 



LOCATION 



RESULT 



UTC- 29264 



FLUFFT Fl REPROOFING MATERIAL TAKEN FROM EAST WALL ADJACENT TO ELEVATOR 
MECHANICAL ROOM. 



HON ASBESTOS 

SAMPLE DATE: 04/11/91 



tfTC-29265 



CEHENTITIOUS FIREPROOFING MATERIAL TAKEN FROM WEST UALL OF ELEVATOR 
MECHANICAL ROOM. 



NOW ASBESTOS 

SAMPLE DATE: 0W11/91 



DRAFT COPT ISSUCD OS/15/92 



PORT AUTHORITY OF NT t HJ 
ASBESTOS HAKAGEHEHT PIVISlOH 
SAMPLE LOCATIOHS 



REPORT * 1S3 
SURVEY * 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: BAR (MARKET DINNING) 



BUILDING: 1 
FLOOR : 18 



SAMPLE 

NUMBER LOCATION RESULT 

UTC- 29350 FLUFFY FIREPROOFIHG TAKEN FROM I SEAM ALONG EAST WALL 1SX CHRYSOTILE ASBESTOS 

SAMPLE DATE: 05/02/91 



UTC-29J51 



FLUFFY FIREPROOFIHG TAKEN FROM 1 BEAM ALONG EAST UALL 



10X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 05/02/91 



DRAFT COPY ISSUED 05/15/92 



POST AUTHORITY OF MY I MJ 
ASBESTOS MANAGEMENT 0IV1SIOH 
SAMPLE IOC AT 1CWS 



REPORT * 183 
SURVEY # 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: ELEVATOR MECHANICAL FLOOR: 18 



SAMPLE 
NUMBER 

UTC- 29552 
UTC- 29353 
UTC- 2935* 



LOCATION 

FLUFFY F1REPRCOF1HG TAKEN FROM 1 IE AM ALONG VEST UALL 
CEMENTITIOUS FIIEPROOFING TAKEN FROM I BEAM ALONG EAST WALL 



CEMENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM I BEAM LOCATED ALONG 
THE EAST UALL. 



RESULT 

20X CURT SOTl LE ASBESTOS 
SAMPLE DATE: 05/02/91 

NOW ASBESTOS 

SAMPLE DATE: 05/02/91 

1CTX CKRTSOTILE ASBESTOS 
SAMPLE DATE: 05/02/91 



VTC-29355 



CEMENTITIOUS FIREPROOFIHG TAKEN FROM I BEAM ALONG VEST UALL 



1-3X CKRTSOTILE ASBESTOS 
SAMPLE DATE: 05/02/91 



DRAFT COPY ISSUED 05/15/92 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: ELEVATOR KEHAHICAL ROOM 



PORT AUTHORITY OF NY 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



SAMPLE 
NUMBER 

UTC- 29362 



1 



LOCATION 

FLUFFY F I REPROOFING TAKEN FROM EAST WALL OF ELEVATOR MECHANICAL ROOM 



REPORT f 183 
SURVEY f 



BUILDING: 1 
FLOOR: 26 



RESULT 

5% CKRYSOTILE ASBESTOS 
SAMPLE DATE: 04/11/91 



DRAFT COPT ISSUEP 05/15/92 



FACI L ITT : WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION; ELEVATOR MECHANICAL 



PORT AUTHORITY OF NY t MJ 
ASBESTOS MANAGEMENT OIVISIOM 
SAMPLE LOCATIONS 



REPORT ff 
SURVEY * 



183 



BUILDING: 1 
FLOOR: 33 



SAHPIE 
NUMBER 

UK -29 264 



LOCATION 

FLUFFY riREPROOFIHC TAKEN FROM EAST WALL BE ELEVATOR MECHANICAL ROOM 



RESULT 

NOM ASBESTOS 

SAMPLE DATE: 04/30/91 



UTC -29265 



CEHENT1T1CUS FIREPROOF 1N& TAKEN FROM UEST UALL OF ELEVATOR MECHANICAL 
ROCM 



NOW ASBESTOS 

SAMPLE DATE: M/30/91 



DRAM COPY ISSUED 05/15/92 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION JOY PUMP ROOK 



PORT AUTHORITY OF MY 1 HJ 
ASBESTOS HANACEHEHT DIVISION 
SAXPLE LOCATIONS 



REPORT * 183 
SURVEY 9 



BUILDING; 1 
FLOOR: B-J 



SAMPLE 
NUMBER 

VTC- 29450 
UTC- 29451 
UTC- 29452 
UTC- 29453 



LOCATION 

INKER LATER OF FIBROUS PIPE IMSULAT ION COLLECTED FROM 12- 0.0. PIPE 
INKER LATER OF FIBROUS PIPE IMSULAT ION COLLECTED FROM 12" 0.0. PIPE 



GRAYISH FLUFFY SPRAYED ON FIREPROOF ING COLLECTED FROM A BEAN EAST (BEAM 
BUMS EAST TO UEST) 

GRAYISH FLUFFY SPRAYED ON FIREPROOF ING COLLECTED FROM A BEAM UEST SIDE 
(BEAM RUNS EAST TO UEST) 



RESULT 

KON ASBESTOS 

SAMPLE DATE: 05/08/91 

HON ASBESTOS 

SAMPLE DAT El 05/06/91 

HON ASBESTOS 

SAMPLE DATE: 05/08/91 

HON ASBESTOS 

SAMPLE DATE: 05/08/91 

HON ASBESTOS 

SAMPLE DATE: 05/08/91 



i 



HRAFT COPY ISSUED 05/15/92 



PORT AUTHORITY OF NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 
SURVEY * 



219 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTH UEST QUADRANT 



BUILDING: 1 
FLOOR: 37 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC -29785 



GRAYISH FLUFFY SPRAYED ON F I REPROOF 1 KG MATERIAL COLLECTED FROM A SEAN IN 
NORTH UEST QUADRANT OF 37TH FLOOR APPROXIMATELY 22' SOUTH OF UET COLUMN 
#129 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



UTC- 29766 GRAYISH FLUFFY SPRAYED ON F I REPROOFING MATERIAL COLLECTED FROM A REAM IN 

NORTH UEST QUADRANT OF 37TH FLOOR APPROXIMATELY 6' SOUTH OF UET COLUMN 
#125 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



UTC- 29787 



GRAYISH FLUFFY SPRAYED ON F I REPROOFING MATERIAL COLLECTED FROM A BEAM IN 
NORTH UEST QUADRANT OF 37TN FLOOR APPROXIMATELY 20* SOUTH OF UET COLUMN 
#122 



NON ASBESTOS 

SAMPLE DATE: 06/05/91 



UTC- 29788 



GRAYISH FLUFFY SPRAYED ON FIREPRCOFING MATERIAL COLLECTED FROM A BEAM IN 
NORTH UEST QUADRANT OF 37TH FLOOR APPROXIMATELY 8* SOUTH OF UET COLUMN 
#120 



HON ASBESTOS 

SAMPLE DATE: 06/05/91 



JTC- 29789 



GRAYISH FLUFFY SPRAYED ON F I REPROOFING MATERIAL COLLECTED FROM A BEAM IN 
NORTH UEST QUADRANT OF 37TH FLOOR APPROXIMATELY 8* SOUTH OF UET COLUMN 
#123 



NON ASBESTOS 

SAMPLE DATE: 06/05/91 



UTC- 29790 



GRAYISH FLUFFY SPRAYED OH F1REPROOFING MATERIAL COLLECTED FROM A BEAM IN 
NORTH UES1 QUADRANT OF 37TH FLOOR CM A BEAM APPROXIMATELY 26* SOUTH OF 
UET COLUMN #122 



NON ASBESTOS 

SAMPLE DATE: 06/05/91 



UTC-29791 



GRAYISH FLUFFY SPRAYED ON FIREPRCOFING MATERIAL COLLECTED FROM A BEAM IN 
NORTH UEST QUADRANT OF 37TH FLOOR OH CROSS 1EAM RUNNING EAST /UEST 26* 
SOUTH OF UET COLUMN #122 



NON ASBESTOS 

SAMPLE DATE: 06/05/91 



DHAFT COPY ISSUED 05/15/92 



PORT AUTHOR I TT OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 1 223 
SURVEY # 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTHEAST t SOUTHWEST RETURN AIR SHAFT 



BUILDING: 1UTC 
FLOOR: 75TH 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



UTC -30003 



CRAY SPRAT ON FIREPROOFING OH COLUMN AT 74TH FLOOR NORTHEAST AIR SHAFT 
LEFT SIDE OF COLUMN FACING IT 



NOW ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30004 



GRAY SPRAY OH FIREPROOFING OH COLUMN AT 74TH FLOOR NORTHEAST AIR SHAFT 
RIGHT SIDE OF COLUMN FACING IT 



1-3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 06/K/91 



UTC-30005 



CRAY SPRAY ON F I REPROOF I NG FALLOUT MATERIAL ON BEAM IN NORTHEAST AIR 
SHAFT ADJACENT TO SQUARE DUCT OF THE NORTHEAST AIR SHAFT 



<1X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 06/14/91 



UTC -30006 



TROWELED ON PATCH MATERIAL IN NORTHEAST COLUMN 15* TO THE LEFT OF 
ENTRANCE 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30007 



GRAY SPRAY OH F I REPROOF 1 HG IN NORTHEAST AIR SHAFT OH COLUMN 15* TO THE 
LEFT OF ENTRANCE 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



'C- 30008 



GRAY SPRAY OH F I REPROOFING IN SOU T HUE ST AIR SHAFT INSIDE SHAFT BEAM 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



VTC- 30009 



GRAY SPRAT ON F I REPROOFING SOUTH VEST AIR SHAFT INSIDE SHAFT FALLOUT 
DEBRIS 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -300 10 



GRAY SPRAT ON FIREPROOFING IN SOUTKUEST AIR SHAFT ON COLUMN 15* INSIDE 
OF ENTRANCE 



1-3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 06/14/91 



UTC-30011 



TROWELED ON PATCH MATERIAL IN SOUTHWEST AIR SHAFT ON COLUMN 15' INSIDE 
OF ENTRANCE 



HON ASBESTOS 

SAMPLE OATE: 06/14/91 



N OTE: The sytttol •<" means: Lest thin. •'TRACE' 
lor asbestos . 



•cans a barely perceivable anoint of asbestos that It Less than the USEPA I 



OBAF T COPT ISSUED 05/15/92 



PORT AUTHORITY Of NY 1 NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT ff 224 
SURVEY • 001 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: NORTHEAST A NO SOUTHWEST AIR SHAFT 



BUILDING: 1UTC 
FLOOR: 41ST 



SAMPLE 
NUMBER 

UTC-30012 



LOCATION 

CRAY SPRAY OH FIREPROOFING, NORTHEAST AIR SHAFT COLUMN 40TH FLOOR INSIDE 
SHAFT. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC-30013 



CRAY SPRAY ON FIREPROOFIHC, NORTHEAST AIR SHAFT COLUMN 40TM FLOOR INSIDE 
SHAFT . 



NON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC-30014 



NORTHEAST RETURN AIR SHAFT, GRAY SPRAY OH FIREPROOFING OH THE UALL 9' TO 
THE RIGHT OF ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC-30015 



NORTHEAST AIR SHAFT, TROWELED ON PATCHED MATERIAL ON THE UALL 9* TO THE 
RIGHT OF ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 06/14/91 



VTC-30016 



GRAY SPRAY ON FIREPROOFING, NORTHEAST RETURN AIR SHAFT, 15* TO THE LEFT 
OF ENTRANCE COLUMN. 



NON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC-30017 GRAY SPRAY ON FIREPROOFING, NORTHEAST RETURN AIR SHAFT, 30* TO THE LEFT 

OF ENTRANCE COLUMN. 



< IX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 06/14/91 



UK -3001ft 



CRAY SPRAY OH FIREPROOFING, SOUTKUEST RETURN AIR SHAFT. 



V3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 06/14/91 



UTC-30019 



GRAY SPRAT OH FIREPROOFING, SOUTHWEST RETURN AIR SHAFT. 



< IX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 06/14/91 



UTC- 30020 



TROWELED ON FIREPROOFING PATCH MATERIAL, SOUTHWEST RETURN AIR SHAFT 9' 
TO THE RIGHT OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



VTC-30021 CRAY SPRAY ON FIREPROOFING BENEATH TROWELED ON PATCH MATERIAL, SOUTHWEST 

RETURN AIR SHAFT 9' TO THE RIGHT OF ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30022 



GRAY SPRAY ON FIREPROOFING, SOUTHWEST RETURN AIR SHAFT, IS 1 TO THE LEFT 
OF ENTRANCE COLUMN BOTTOM. 



HON ASBESTOS 

SAMPLE OATE: 06/14/91 



N OTE: The synbot mans: Less than. "TRACE* means • barely perceivable 
for asbestos. 



t of asbestos that is Less than the USEPA li»it 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHOR ITT OF NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « Z24 
SURVEY t 001 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: RETURN AIR SHAFT NORTHWEST 1 SOUTHEAST 



BUILDING: 1UTC 
FLOOR: 41ST 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-30028 



CRAY SPRAY ON FIREPROOFInG, IN NORTHWEST AIR SHAFT ON COLUMN 13'OW THE 
LEFT OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC- 30029 NORTHWEST A I It SHAFT, PATCH MATERIAL OH COLUMN 15' OK THE LEfT OF 

ENTRANCE. 



KOH ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30030 



NORTHWEST AIR SHAFT, GRAY SPRAY OH f 1 REPROOFING ON COLUMN 30* ON THE 
LEFT OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/H/91 



WTC-30031 



NORTHWEST AIR SHAFT, TROWELED OH PATCH MATERIAL OH COLUMN 30' ON THE 
LEFT OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



TC-30032 



SOUTHEAST AIR SHAFT WALL, 9* TO RIGHT OF ENTRANCE TROWELED ON PATCH 
MATERIAL. 



NOH ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30033 SOUTHEAST AIR SHAFT, CRAY SPRAT ON Fl REPROOFING ON WALL 9' TO THE RIGHT 

OF ENTRANCE BEKEA1H TROWELED ON PATCH MATERIAL 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC -30034 



SOUTHEAST AIR SHAFT, GRAY SPRAT ON F [REPROOFING ON COLUMN 15* OF THE 
LEFT OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC-30035 



SOUTHEAST AIR SHAFT, TROWELED ON PATCH MATERIAL OH COLUMN IS* LEFT OF 
ENTRANCE 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC- 30036 



SOUTHEAST AIR SHAFT, CRAY SPRAY OH FIREPROOFING ON COLUMN 30* LEFT OF 
ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30037 SOUTHEAST AIR SHAFT, TROWELED ON PATCH MATERIAL ON COLUMN 30* LEF1 OF 

ENTRANCE. 



NOH ASBESTOS 

SAMPLE DATE: 06/14/91 



DRAFT COPT ISSUED Q5/15/9Z 



PORT AUTHORITY OF MY 1 HJ 
ASBESTOS MANAGEMENT OlVtSIOH 
SAMPLE I PC AT tOWS 



REPORT # 
SURVEY * 



237 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: SOUTHWEST t NORTHEAST RETURN AIR SHAFT 



BUILDING: 1W7C 
FLOOR: 41 



SAMPLE 

NUMBER LOCATION RESULT 

UTC-29B90 GRAY SPRAY OM FIREPROOF 1N& FROM BEAM US IDE SOUTHWEST RETURN All SHAFT HON ASBESTOS 

SAMPLE DATE: 06/10/91 

WTC-29891 GRAY SPRAY ON Fl REPROOFING FROM COLUMN INSIDE SOUTHWEST RETURN AIR SHAFT HON ASBESTOS 

SAMPLE DATE: 06/10/91 

WTC-29892 GRAY SPRAY ON FIREPROOF INC FROM COLUMN INSIDE NORTHEAST RETURN AIR SHAFT HON ASBESTOS 

SAMPLE DATE: 06/10/91 



DRAFT COPY ISSUED OS/15/92 



POUT AUTHOR ITT Of MY 1 MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



FACILITY: WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: SOUTHWEST ft NORTHEAST RETURN AIR SHAFT 



SAMPLE 
HUHBER 

UTC -29885 
WTC- 29886 
WTC* 29687 
WTC-29888 
UTC- 29889 



L OCA T 1QW 

CRAY SPRAY ON F 1 REPROOF I KG FROM IE AM INSIDE SOUTH UEST RETURN AIR SHAFT 
GRAY SPRAY ON FIREPRCOFINC FROM BEAM INSIDE SOUTH WEST RETURN AIR SHAFT 
GRAY SPRAY OH F I REPROOFING FROM tEAM ABOVE SOUTH WEST RETURN AIR SHAFT 
GRAY SPRAY ON F I REPROOFING FROM BEAM INSIDE NORTH EAST RETURN AIR SHAFT 



GRAY SPRAY OH FIREPROOF IMG FROM COLUMN IMS IDE NORTH EAST RETURN AIR 
SHAFT 



REPORT # 237 
SURVEY * 



BUILDING: 1UTC 
FLOOR: 75 



RESULT 

HON AS8EST0S 

SAMPLE DATE: 06/10/91 

HON ASBESTOS 

SAMPLE DATE: 06/10/91 

HON ASBESTOS 

SAMPLE DATE: 06/10/91 

NOH ASBESTOS 

SAMPLE DATE: 06/10/91 

HON ASBESTOS 

SAMPLE DATE: 06/10/91 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHOR ITT OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 
SURVEY f 



27 



FACILITY: WORLD TRADE CENTER 
LOCATION: NORTHEAST CORNER OF BU1L0IHG 
AttEA DESCRIPTION: SUIT * M01 



BUILDING: 1 
FLOOR: 64 



SAMPLE 

NUMBER LOCATION RESULT 



UTC- 26638 



BLACKISH CLUE-LIKE MATERIAL COLLECTED FROM UNDER V1MYL TILE HEAR SOUTH 
UALL APPROXIMATELY 32* WEST OF WINDOWS. 



HON ASBESTOS 

SAMPLE DATE: 02/07/91 



DRAFT COPY ISSUED 05/15/92 PORT AUTHORITY OF NY t NJ REPORT f 27 

ASBESTOS MANAGEMENT DIVISION SURVEY * 001 

SAMPLE LOCATIONS 

FACILITY: WORLD TRADE CENTER 
LOCATION: NORTHEAST CORNER OF BUILDING 
AREA DESCRIPTION: SUIT * KOI 

\ 

SAMPLE 

NUMBER LOCATION RESULT 



BUILDING: 1 
FLOOR: 64 



UTC- 26637 



VINYL TILE SAMPLE COLLECTED NEAR SOUTH UALL APPROXIMATELY 32' UEST OF 
UIN0OUS. 



5X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/07/91 



DRAFT COPY ISSUED 0S/1S/92 



PORT AUTHORITY Of NY t Hi 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT • 27 
SURVEY f 001 



FACILITY: WORLD TRADE CENTER 
LOCATION: NORTHEAST QUADRANT 
AREA DESCRIPTION: ROM • 8401 



BUILDING: 1 
FLOOR: 04 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-2&B11 



SLACK MASTIC UNDER BE ICE 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 140 AMD 204. 



NON ASBESTOS 

SAMPLE DATE: 02/19/91 



UTC-2M12 



■LACK MASTIC UNDER BEIGE 12"X12- TILE COLLECTED AT INTERSECTION OF 
COLUHNS 149 AND 204. 



<1% CHRTSOTILE ASBESTOS 
SAMPLE DATE: 02/19/91 



UTC-2M13 



BLACK MASTIC UNDER BEIGE 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 156 AND 204. 



NON ASBESTOS 

SAMPLE DATE: 02/19/91 



UTC-2&BU 



BLACK MASTIC UHOER BEIGE 12 -XI 2" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 156 AND 213. 



•ox am sot re asbestos 

SAMPLE DATE: 02/19/91 



UTC-28015 



BLACK MASTIC UNDER BEIGE 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 149 AND 213. 



<U CHRTSOTILE ASBESTOS 
SAMPLE DATE: 02/19/91 



JTC-26816 



BLACK MASTIC UNDER BEIGE 12"X12 M TILE COLLECTED AT INTERSECTION OF 
COLUHNS 140 AND 213. 



NON ASBESTOS 

SAMPLE DATE: 02/19/91 



UTC-2&817 



BLACK MASTIC UNDER BEIGE 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 140 AND 222. 



NON ASBESTOS 

SAMPLE DATE: 02/19/91 



UTC-2U18 



BLACK MASTIC UNDER BEIGE 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 119 AND 222. 



HON ASBESTOS 

SAMPLE DATE: 02/19/91 



UTC-2W19 



BLACK MASTIC UNDER GRAY 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 156 AND 220. 



<1X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 02/19/91 



UTC-2B820 



BLACK MASTIC UNDER BEIGE 12"X12" TILE COLLECTED AT INTERSECTION OF 
COLUMNS 156 AND 220. 



HON ASBESTOS 

SAMPLE DATE: 02/19/91 



N OTE: The syatool "<" wans: Lest than. "TRACE" means a barely perceivable anoint of asbestos that is lest than the USEPA linit 
for asbestos. SaapLes collected at the Passenger Ship Tcrairul after January 1992 will be assigned the "BP_" prefix. 



QUfT COPY ISSUED 05/15/92 



POUT AUTHORITY Of HY t Mi 
ASBESTOS MANAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY f 



389 



FACILITY: UORLO TRADE CENTER 
LOCATION: SOUTH CORE CORRIDOR 
AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: ZS 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-32059 



FALLOUT MATERIAL IN THE SOUTH CORE CORRIDOR IN FRONT OF FREIGHT 
ELEVATOR. 



HON ASBESTOS 

SAMPLE DATE: 10/04/91 



UTC-32060 



FALLOUT MATERIAL IN THE SOUTH CORE CORRIDOR NEAR THE BACKDOOR Of ACS 
SUPPLY ROOM. 



HON ASBESTOS 

SAMPLE DATE: 10/M/91 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY OF HY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 
SURVEY 0 



389 



FACILITY: WORLD TRADE CENTER 

LOCATION: NORTHWEST 

AREA DESCRIPTION: LOADING DOCK 



BUILDING: 1 
FLOOR: B-1 



NUMBER LOCATION RESULT 

UTC-31649 UTC FLOOR: B-1 LOADING DOCK NORTHWEST SIDE ADJACENT TO TRASH COMPACTOR HON ASBESTOS 

FIREPROOFING DEBRIS. SAMPLE DATE: 09/26/91 



UTC- 3 1850 



UTC FLOOR: B-1 LOAD I KG DOCK NORTHWEST SIDE ADJACENT TO TRASH COMPACTOR 
FIREPRCOFIKG DEBRIS. 



HON ASBESTOS 

SAMPLE DATE: 09/26/91 



DRAFT COPY ISSUED 05/15/92 



POBT AUTHORITY Of HT t HJ 
ASBESTOS MAHAGEMEHT OIVISIOH 
SAMPLE LOCATIONS 



REPORT f 40t 
SURVEY « 



ClLlTY: WORLD TRADE CENTER 
-OCATION: NORTH ELECTRICAL CLOSET 
AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 31 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-32533 TROWELED OH F I REPROOF 1 KG MATERIAL COLLECTED FROM THE NORTHWEST SIDE OF 

THE SEAM LOCATED AT 1 VTC - J1ST FLOOR NORTH ELECTRICAL CLOSET. 



NOH ASBESTOS 

SAMPLE DATE: 11/20/91 



UTC-32534 



TROWELED ON F I REPROOFING MATERIAL COLLECTED FROM THE NORTHEAST SIDE OF 
BEAM LOCATED AT 1 WTC - 31ST FLOOR NORTH ELECTRICAL CLOSET . 



HON ASBESTOS 

SAMPLE DATE: 11/20/91 



WTC-32535 



PATCHING MATERIAL COLLECTED FROM THE SOUTHEAST SIDE OF THE CONCRETE 
SOFFIT PATCH I HG LOCATED AT 1 UTC - 31ST FLOOR NORTH ELECTRICAL CLOSET. 



10% CHRYSOTILE ASBESTOS 
SAMPLE DATE: 11/20/91 



UTC-32536 



PACTHING MATERIAL COLLECTED FROM THE SOUTHWEST SIDE OF THE CONCRETE 
SOFFIT LOCATED AT 1 UTC - 31ST FLOOR NORTH ELECTRICAL CLOSET. 



NON ASBESTOS 

SAMPLE DATE: 11/20/91 



WTC-32537 



FIREPROOFIHG DEBRIS COLLECTED FROM THE SOUTH WALL LOCATED AT, 1 UTC 
31ST FLOOR NORTH ELECTRICAL CLOSET. 



1W CHRYSOTILE ASBESTOS 
SAMPLE DATE: 11/20/91 



< 



DRAFT COPY ISSUED 05/15/92 



poet authority of nt t nj 
asbestos hah agehent division 
sample locations 



REPORT ff 406 
SURVEY ff 



CILITY: WORLD TRADE CENTER 
.OCATION: ABOVE PLENUM 
AREA DESCRIPTION: SOUTKUEST QUADRANT 



BUILDING: 1 
FLOOR: 37 



SAMPLE 
NUMBER 

WTC-29852 



LOCATION 

WHITE HUFFY SPRAY-ON FIREPROOFING KATE RIAL COLLECTED FROM A IEAM 
APPROXIMATELY 16* HCftTH OF UET COLUMN # 339 SOUTKUEST QUADRANT . 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 06/07/91 



WTC- 29853 



WHITE FLUFFY SPRAY-ON FIREPROOFING MATERIAL COLLECTED FROM A BEAM 
APPROXIMATELY 30* NORKT OF UET COLUMN i 339 SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 06/07/91 



WHITE FLUFFY SPRAY-ON FIREPROOF 1 KG MATERIAL COLLECTED FROM A BEAM 
APPROXIMATELY SO 1 NORTH OF UET COLUMN # 333 SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 06/07/91 



WTC-29855 WHITE FLUFFY SPRAY-ON FIREPROOF ING MATERIAL COLLECTED FROM A BEAM 

APPROXIMATELY 25' NORTH OF VET COLUMN # 336 SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE*. 06/07/91 



UTC-29856 WHITE FLUFFY SPRAY-ON FIREPROOFING MATERIAL COLLECTED FROM A BEAM 

APPROXIMATELY 35' NORTH OF WET COLUMN » 336 SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 06/07/91 



VTC- 29857 



WHITE FLUFFY SPRAT -ON FIREPROOFING MATERIAL COLLECTED FROM A BEAM 
APPROXIMATELY 8' NORTH OF WET COLUMN * 344 SOUTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 06/07/91 



WTC- 29858 



WHITE FLUFFY SPRAY-ON FIREPROOFING MATERIAL COLLECTED FROM SAME BEAM AS 
SAMPLE NUMBER WTC -2985 7 APPROXIMATELY 40' NORTH OF WET COLUMN i 344. 



HON ASBESTOS 

SAMPLE DATE: 06/07/91 



WTC -29859 



WHITE FLUFFY SPRAY-ON FIREPROOF I NG MATERIAL COLLECTED FROM A BEAM 
APPROXIMATELY 40' NORTH OF VET COLUMN ff 345 SOUTHWEST QUADRANT. 



NOH ASBESTOS 

SAMPLE DATE: 06/07/91 



DRAFT COPY ISSUED Q5/1S/9Z 



POST AUTHORITY OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SWPLt VOCATIONS 



REPORT * 406 
SURVEY * 



CILITY: WORLD TRADE CENTER 
.JCATION: 

AREA DESCRIPTION: 



BUILDING: 1 WTC 
FLOOR: 20 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



U1C-J0506 GREY SPRAY-ON FIREPROOF1HG MATERIAL COLLECTED FRO* BEAM LOCATED 23* 

SOUTH OF COLUMN # 135. 



30X CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 07/09/91 



WTC -30507 



GREY SPRAY -ON FIREPROOF IMC MATERIAL COLLECTED FROM DECK LOCATED 23' 
sarin OF COLUMN • 13S. 



30X CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 07/09/91 



VTC-30S08 GREY SPIAY-OH FIREPROOF IMG MATERIAL COLLECTED FROM DECK, PAINTED GREEN, 

LOCATED 2 1/2' VEST OF PIPE RUN AND 4' NORTH OF ELEVATOR CASE WALL. 



HON ASBESTOS 

SAMPLE DATE: 07/09/91 



UTC-30509 GREY SPRAT -OH F1REPROOFINC MATERIAL COLLECTED FROM DECK, PAINTED GREEN, 

LOCATED 1/2' EAST OF PIPE RUN ANO 5' NORTH OF ELEVATOR CORE WALL. 



HON ASBESTOS 

SAMPLE DATE: 07/09/91 



UTC-3M93 GREY SPRAT -OH F1REPROOF1NG MATERIAL COLLECTED FROM A PAINTED GREEN BEAM 

CORE AREA, 5* WEST OF SUITE # 2067 ENTRANCE ANO 2' NORTH OF ELEVATOR 
CORE UALL (RIGHT OF EAST PIPE). 



10X CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 07/09/91 



UTC- 30494 



GREY SPRAY-ON F I REPROOFING MATERIAL COLLECTED FROM A PAINTED GREEN BEAM 
CORE AREA, 10* UEST OF SUITE 9 2067 ENTRANCE AND 3* NORTH OF ELEVATOR 
CORE UALL. (LEFT OF WEST PIPE). 



15X CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 07/09/91 



WTC -50495 GREY SPRAY -OH F1REPROOF1UG MATERIAL COLLECTED FROM A BEAM INSIDE SUITE * 

2067, 2* VEST OF PIPE RUN (1ST ROOM UEST OF ENTRANCE) ANO 4' NORTH OF 
CORE UALL. 



30X CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 07/09/91 



VTC -30496 



GREY SPRAY-ON F1REPROOF1HG MATERIAL COLLECTED FROM A BEAM INSIDE SUITE » 
2067, 3' EAST OF PIPE RUN (1ST ROOM WEST OF ENTRANCE) AND 4> NORTH OF 
CORE WALL. 



30* CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 07/09/91 



WTC- 30497 



GREY SPRAY FIREPROOF IMG MATERIAL COLLECTED FROM A DECK LOCATED INSIDE 
SUITE f 2067, 2* EAST OF PIPE RUN (1ST ROOM WEST OF ENTRANCE) AND 6* 
NORTH OF CORE UALL. 



30X CHRYS011LE ASBESTOS 
SAMPLE DATE: 07/09/91 



PRAFT COPT ISSUED 05/16/9? 



POUT AUTHOR ITT OF MY t HJ 



ASBESTOS MANAGEMENT DIVISION 
SAMPLE I OCA T I QMS 



REPORT * 416 
SURVEY « 



'ACUITY: WORLD TRADE CENTER 
OCATIOH*. ROOM ff 1B29 AMD ROOM • 1849 
AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 18 



SAMPLE 
NUMBER 

UTC -28700 



LOCATION 

BLACK HAST I C FROM UNDER 12"Xl2" YELLOW FLOOR TILE, WEST SIDE. 



UK-28701 BLACK MASTIC FROM UKDEft 12"X12" YELLOU FLOOR TILE, VEST SIDE. 



VTC-28702 BLACK MASTIC FROM UNDER 12-X12" YELLOU FLOOR TILE. UEST SIDE. 



UTC- 28703 I LACK HASTIC FROM UNDER 12-X12" YELLOU FLOOR TILE, CENTRAL SIDE. 



UTC- 28704 BLACK HASTIC FROM UNDER 12"X12" YELLOU FLOOR TILE, CENTRAL SIDE. 



WTC-28705 BLACK HASTIC FROM UNDER 1Z"X12 M YELLOU FLOOR TILE, EAST SIDE. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 02/11/91 

HON ASBESTOS 

SAMPLE DATE: 02/11/91 

HON ASBESTOS 

SAMPLE DATE: 02/11/91 

HON ASBESTOS 

SAMPLE DATE: 02/11/91 

NON ASBESTOS 

SAMPLE DATE: 02/11/91 

NON ASBESTOS 

SAMPLE DATE: 02/11/91 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHOR! TY Of NY t HJ 
ASBESTOS MANAGEMENT OIVISIOH 
SAMPLE LOCATIONS 



REPORT « 417 
SURVEY ff 



'ACUITY: WORLD TRADE CENTER 

XATIOH: MECHANICAL ELECTRICAL ROOM 
AREA DESCRIPTION: NORTHEAST 1 SOUTKVEST RETURN AIR SHAFT 



BUILDING: 1WTC 
FLOOR: 75 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC- 30003 



CRAY SPRAY ON FTREPROOFIMG ON COLUMN AT 74 TH FLOOR NORTHEAST AIR SHAFT 
FACING LEFT SIDE OF COLUMN. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



VTC-30004 



GRAY SPRAY ON FIREPROOFING ON COLUMN AT 74TK FLOOR NORTHEAST AIR SHAFT 
FACING RIGHT SIDE OF COLUMN. 



1-3X CHRYSOT I LE ASBESTOS 
SAMPLE OATE-. 06/14/91 



WTC-30005 



CRAY SPRAY ON FIREPROOF INC FALLOUT MATERIAL ON BEAM IN NORTHEAST AIR 
SHAFT ADJACENT TO SQUARE DUCT OF THE NORTHEAST AIR SHAFT. 



<U CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 06/14/91 



WTC-30006 



TROWELED ON PATCH MATERIAL OH COLUMN INSIDE NORTHEAST AIR SHAFT, IS 1 TO 
THE LEFT OF DOORWAY. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC- 30007 



CRAY SPRAY ON flREPROOflHC OH COLUHH INSIDE NORTHEAST AIR SHAFT, 15' TO 
THE LEFT OF DOORWAY . 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC -30003 



GRAY SPRAY ON FIREPROOFING IH SOUTHWEST AIR SHAFT, INSIDE SHAFT BE AH. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC -30009 



GRAY SPRAY ON FIREPROOFING IN SOUTHWEST AIR SHAFT, INSIDE SHAFT . 
FALLOUT DEBRIS. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC-30010 



GRAY SPRAY OH FIREPROOFING IN SOUTHWEST AIR SHAFT OH COLUMN. 15< 
IHSIDE OF EHTRAHCE. 



1-3X CHRYSOT 1 LE ASBESTOS 
SAMPLE DATE: 06/14/91 



WTC-30011 



TROWELED ON PATCH MATERIAL IN SOUTHWEST AIR SHAFT OH COLUMN. 15' 
INSIDE OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



.J1E: The tyvfaol m «* 
for asbestos. 



tans : Lett thin. "TRACE* nc*ns a barely perceivable anoint of asbestos that is less than the USEPA liait 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHORITY OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 417 
SURVEY f 



\CILITY: WORLD TRADE CENTER 
.OCATION: MECHANICAL ELECTRICAL ROOM 

AREA DESCRIPTION: HOST HUE ST 1 SOUTHEAST RE TUSH AIR SHAFT 



BUILDING: 1WTC 
FLOOR*. 75 



SAMPLE 
NUMBER 



LOCATION 



IE SUIT 



WTC-30023 



CRAY SPRAY OH ft REPROOF! HG IN NORTHWEST AIR SHAFT CM COLUMN. 15* LEFT OF 
ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC-30024 TROWELED ON PATCH MATERIAL IN NORTHWEST AIR SHAFT ON COLUMN, 15* LEFT OF 

ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



UTC-30025 



CRAY SPRAT ON Fl REPROOFING IN NORTHWEST AIR SHAFT ON COLUMN, 30* LEFT OF 
ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC-30026 GRAY SPRAY ON FIREPROOFING IN NORTHWEST AIR SHAFT ON COLUMN, 30* LEFT OF 

ENTRANCE . 



HON ASBESTOS 

SAMPLE DATE: Ofc/K/91 



UTC-30027 



TROWELED ON PATCH MATERIAL IN NORTHWEST AIR SHAFT ON COLUMN, 30* LEFT OF HON ASBESTOS 

ENTRANCE . SAMPLE DATE: 06/14/91 



DRAFT COPT ISSUED 05/1B/92 



POUT AUTHORITY OF NT 1 MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIOtlS 



REPORT * 418 
SURVEY t 002 



ACUITY: PORT AUTHORITY BUS TERMINAL 
.OCATIOH: 

AREA DESCRIPTION: EAST END HER ABOVE KITCHEN RESTURANT 



BUILDING: 
FLOOR: 4 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-PABT-6300 MASTIC DUCT TAPE MATERIAL COLLECTED FROM A FIBERGLASS OUCT LOCATED AT 

ABOUT 10' FROM SOUTH UALL AND 12* FROM EAST UALL. 



HON ASBESTOS 

SAMPLE DATE: 06/10/91 



R-PABT-6301 MOLDED INSULATION MATERIAL COLLECTED FROM A DUCT INSULATION LOCATED AT 

ABOUT 9' FROM SOUTH UALL MO 4- FROM EAST UALL 



451 AMOSITE ASBESTOS 
10% CHRYSOT \ LE ASBESTOS 
SAMPLE DATE: 06/10/91 



R-PABT-6302 WET PLASTER INSULATION MATERIAL COLLECTED FROM A 4" O.D. ELBOU LOCATED 

AT ABOUT 9' FROM SOUTH AND 4' FROM EAST WALL 



NOW ASBESTOS 

SAMPLE DATE: 06/10/91 



R-PABT-6303 MOLDED PIPE MATERIAL COLLECTED FROM A 4" O.D. ELBOU WITH ALUMINUM COVER 

LOCATED AT ABOUT 15' FROM 4' FROM EAST UALL 



60% AMOSITE ASBESTOS 
SAMPLE DATE: 06/10/91 



•-PA3T-6304 MOLDED PIPE MATERIAL COLLECTED FROM A 6" O.D. PIPE WITH ALUMINUM COVER 

LOCATED AT ABOUT 13' FROM SOUTH UALL ANO 3' FROM EAST UALL 



60X AMOSITE ASBESTOS 
SAMPLE DATE: 06/10/91 



R-PABT-6305 U£T PLASTER INSULATION MATERIAL COLLECTED FROM A 6" O.D, ELBOU LOCATED 

AT ABOUT 16' FROM SOUTH UALL AHO 4- FROM EAST UALL 



HON ASBESTOS 

SAMPLE DATE: 06/10/91 



R-PABT-6306 WET PLASTER INSULATION MATERIAL COLLECTED FROM A 6" O.D. ELBOU LOCATED 

AT ABOUT 13* FROM SOUTH UALL AND 4* FROM CAST UALL 



HON ASBESTOS 

SAMPLE DATE: 06/10/91 



R-PABT-6307 CEMENT PLASTER MATERIAL COLLECTED FROM A CEILING LOCATED THROUGHOUT THE 

AREA 



HON ASBESTOS 

SAMPLE DATE: 06/10/91 



R-PABT-6308 WET PLASTER INSULATION MATERIAL COLLECTED FROM A OUCT INSULATION LOCATED 

AT ABOUT 1> FROM SOUTH UALL ANO 4' FROM EAST UALL 



HON ASBESTOS 

SAMPLE DATE: 06/10/91 



R-PABT-6309 MOLDED INSULATION MATERIAL COLLECTED FROM A DUCT INSULATION LOCATED AT 

ABOUT 1> FROM SOUTH UALL ANO 4' FROM EAST UALL 



HON ASBESTOS 

SAMPLE OATE: 06/10/91 



r 



DRAFT COPT ISSUED OS/15/92 



PORT AUTHORITY OF NY I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE tOCATIOHS 



REPORT # 435 
SURVEY 9 001 



C1L1TY: WORLD TRADE CEUTER 
-OCATION: 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS # PE U t PE 15 



BUILDING: 1 
FLOOR: 1-78 



SAMPLE 
NUMBER 

R-1U1C-25213 



LOCM I OH 

CEMEHTITIOUS INSULATION MATERIAL FRCM A 18" BEAM LOCATED OM THE EAST 
UALL OF THE ELEVATOR SHAFT FOR CAR f PE 15 AT THE TOP OF THE 2ND FLOOR. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 07/19/91 



R- 1UTC-Z52K CEMEHTITIOUS INSULATION MATERIAL FROM A 18" BEAM LOCATED OM THE EAST 

UALL OF THE ELEVATOR SHAFT FOR CAR # PE 15 AT THE TOP OF THE 5TH FLOOR. 



MOK ASBESTOS 

SAMPLE DATE: 07/19/91 



R-1UTC-25215 CEHEMTITIOUS INSULATION MATERIAL FROM A 18" BEAM LOCATED ON THE EAST 

UALL OF THE ELEVATOR SHAFT FOR CAR # PE 15 AT THE TOP OF THE 21ST FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07/19/91 



R-1UTC-25216 CEHENTITOUS INSULATION MATERIAL FROM A 36" COLUMN LOCATED OM THE 

SOUTHEAST CORNER OF THE OUTER LAYER Of THE ELEVATOR SHAFT FOR CAR f PE 
15 AT THE TOP OF THE 25TH FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07/19/91 



R-1UTC-25217 CEHEMTITIOUS INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF INNER LATER OF THE ELEVATOR SHAFT FOR CAR ff PE 15 AT 
THE TOP OF THE 25TH FLOOR. 



25X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/19/91 



1UTC-25218 CEMEHTITIOUS INSULATION MATERIAL FROM A 18" BEAM LOCATED OM THE EAST 

UALL OF THE ELEVATOR SHAFT FOR CAR # PE 15 AT THE TOP OF THE 36TH FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07^19/91 



R-1UTC-25219 CEMEHTITIOUS INSULATION MATERIAL FROM A 15" BEAM LOCATED ON THE NORTH 

UALL OF THE ELEVATOR SHAFT FOR CAR # PE 15 AT THE TOP OF THE 41ST FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07/18/91 



R-1UTC-25220 CEMEHTITIOUS INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE OUTER LAYER OF THE ELEVATOR SHAFT FOR CAR # PE 
15 AT THE TOP OF THE 50TK FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07/18/91 



R-1VTC-25221 CEMEHTITIOUS INSULATION MATERIAL FROM A 36" COLUMN LOCATED ON THE 

SOUTHEAST CORNER OF THE INNER LAYER OF THE ELEVATOR SHAFT FOR CAR « PE 
15 AT THE TOP OF THE 50TH FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07/18/91 



R-1UTC-25222 CEMEHTITIOUS INSULATION MATERIAL FROM A 18" BEAM LOCATED ON THE EAST 

UALL OF THE ELEVATOR SHAFT FOR CAR * PE 15 AT THE TOP OF THE 68TH FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 07/18/91 



I-1UTC-25223 FLUFFY FALLOUT INSULATION MATERIAL COLLECTED FROM THE TOP OF THE 

ELEVATOR CAR • PE 15. 



10X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 07/18/91 



R-1UTC-316S1 



TROWELED OH F I REPROOF I HG MATERIAL COLLECTED FROM A 37** COLUMN LOCATED ON 
THE NORTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE TOP OF 
THE 77TH FLOOR. 



HON ASBESTOS 



ORAM COPY ISSUED 05/15/92 



PORT AUTHORITY OF MY 1 UJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T TOWS 



REPORT * 435 
SURVEY # 001 



:iL1TY: WORLD TRADE CENTER 
XAT10W: 

AREA DESCRIPTION: ELEVATOR SHAFT /CARS # PE 14 4 PE 15 



BUILDING: 1 
FLOOR: 1-78 



SAMPLE 
NUMBER 



R-1UTC-31652 



LOCATION RESULT 

FLUFFY SPRAYED ON FIREPROOFIHG MATERIAL COLLECTED FROM A 37- COLUMN NON ASBESTOS 

LOCATED ON NORTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE 
TOP OF THE 77TH FLOOR. 



UCUELEO OH FIREPROOFIHG MATERIAL COLLECTED FROM A 20" BEAM LOCATED OH 
THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR # PE K AT THE TOP OF THE 
771 H FLOOR. 



HON ASBESTOS 



R-1WTC-31654 TROWELED OH FIREPR0OF1NG MATERIAL COLLECTED FROM A 37- COLUMN LOCATED ON 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR 0 PE 14 AT THE TOP OF 
THE 75TH FLOOR. 



NON ASBESTOS 



VUTC-31655 TROWELED ON FIREPROOFIHG HATER I AL COLLECTED FROM A 20 M BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR * PE K AT THE TOP OF THE 
75TH FLOOR. 



HON ASBESTOS 



R-1WTC-31656 TROWELED ON FIREPROOFIHG MATERIAL COLLECTED FROM A 15" BEAM LOCATED ON 

THE SOUTH SIDE OF THE ELEVATOR SHAFT fOR CAR f P£ 14 AT THE TOP OF THE 
73TH FLOOR. 



HON ASBESTOS 



R-1UTC-3U57 TROWELED ON FIREPROOFIHG MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR # PE 14 AT THE TOP OF 
THE 75TH FLOOR. 



HON ASBESTOS 



R-1UTC-31658 FLUFFY SPRAYED OH FIREPROOFIHG MATERIAL COLLECTED FROM A 37" COLUMN 

LOCATED ON THE NORTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR f PE 14 AT 
THE TOP OF THE 68TH FLOOR. 



NON ASBESTOS 



DRAFT COPY ISSUED 05/15/92 POM AUTHORITY OF HI I Hi REPORT I W5 

ASBESTOS MANAGEMENT DIVISION SURVEY # 001 
SAMPLE L OCA T tOWS 

CIL1TY: WORLD TRADE CENTER 

.JCATIOM: BUtlOlHG: \ 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS ( PE U t PE 15 FLOOR: 1-78 



NUMBER LOCAT10M 

R-1UTC-31659 TROWELED OH F I REPROOF 1WG MATERIAL COLLECTED FROM A 20 M BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f PE K AT THE TOP OF THE 
68TH FLOOR. 



RESULT 

HON ASBESTOS 



B-1U1C-31660 TROUELED OH F1REPROOFING MATERIAL COLLECTED FROM A 37** COLUMN LOCATED OH HON ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE H AT THE TOP OF 
THE 68TK FLOOR. 



R-1UTC-31661 TROUELED OH FIREPROOF ING MATERIAL COLLECTED FROM A 20" BEAM LOCATED ON HON ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f PE 14 AT THE TOP OF THE 
61ST FLOOR. 



1UTC-31W2 TROUELED OH FIREPRCOFING MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON HON ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE TOP OF 
THE 61ST FLOOR. 



R-TUTC-31663 FLUFFY SPRAYED OH FIREPRCOFINC MATERIAL COLLECTED FROM A 37" COLUMN NON ASBESTOS 

LOCATED OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR • PE U AT 
THE TOP OF THE 54TH FLOOR. 



R-1UTC-31661 TROUELED OH FIREPROOF INC MATERIAL COLLECTED FROM A 20** BEAM LOCATED ON HON ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR # PE 14 AT THE TOP OF THE 
54TH FLOOR. 



B-1UTC-31645 



FLUFFT SPRATED ON F I REPROOF I NG MATERIAL COLLECTED FROM A 20" BEAM 
LOCATED ON THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR • PE H AT THE 
TOP OF THE 54TH FLOOR. 



HON ASBESTOS 



ORAM COPT ISSUED 05/15/92 



POST AUTHORITY OF NY 1 HJ 



ASBESTOS HAHAGEKEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 435 
SURVEY « 001 



CILITT: WORLD TRADE CENTER 
-OCAT10H: 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS » PE 14 1 PE 15 



BUILDING: 1 
FLOOR: 1-78 



SAMPLE 
HUHBER 



R-1WTC-316A6 



LOCAT 1 0N RESULT 

TROWELED OH F I REPROOF IWG HATER 1AL COLLECTED FROM A 37" COLUHN LOCATED OH HON ASBESTOS 

THE NORTHEAST COSHER OF THE ELEVATOR SHAFT FOR CAR f PE AT THE TOP OF 
THE 54TH FLOOR. 



R-1WTC-31667 FLUFFY SPRAYEO ON FIREPROOFING MATERIAL COLLECTED FROM A 37** COLUMN NOH ASBESTOS 

LOCATED ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR $ PE 14 AT 
THE TOP OF THE 47TH FLOOR. 



R-1WTC-31668 TROWELED OH FIREPROOFING MATERIAL COLLECTED FROM A 20" BEAM LOCATED ON HON ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR ff PE 14 AT THE TOP OF THE 
47TH FLOOR. 



•1WTC-31669 FLUFFY SPRAYED ON FIREPROOFING MATERIAL COLLECTEO FROM A 20" BEAM NOH ASBESTOS 

LOCATEO EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f PE 14 AT THE TOP OF 
THE 47TH FLOOR. 



R-1WTC-31670 TROWELED ON FIREPROOFING MATERIAL COLLECTED FROM A 37* COLUMN LOCATED OH HON ASBESTOS 

THE NORTHEAST CORHER Of THE ELEVATOR SHAFT FOR CAR # PE U AT THE TOP 
THE 47TK FLOOR. 



R-1WTC-31671 FLUFFY SPRAYED ON FIREPROOFING MATERIAL COLLECTED FROM A 37" COLUMN NOH ASBESTOS 

LOCATED ON THE NORTHEAST CORHER OF THE ELEVATOR SHAFT FOR CAR # PE 14 AT 
THE TOP OF THE 41ST FLOOR. 



R-IWTC-31672 TROWELED OH FIREPROOFING MATERIAL COLLECTED FROM A 20" BEAM LOCATED OH HON ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR 9 PE 14 AT THE TOP OF THE 
4 1ST FLOOR. 



r 



DRAFT COPY ISSUED 05/1S/92 PORT AUTHORITY Of HY t HJ REPORT # 435 

ASBESTOS MAHAGEHEHT DIVISION SURVEY • 001 
SAMPLE LOCATIONS 

ILITT; WORLD TRADE CENTER 

. OCA T I ON: BUILDING: 1 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS I ?E U ( PE 15 FLOOR: 1-78 



SAMPLE 
NUMBER 

R-1WTC-3U73 



LOCATION 

TROWELED OH FIREPROOFING MATERIAL COLLECTED FROM A 16" BEAN LOCATED ON 
THE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR f PE U AT THE TOP OF THE 
41 ST FLOOR. 



RESULT 

NOW ASBESTOS 



R-TUTC-31674 FLUFFY SPRAYED ON FIREPROOF tMQ MATERIAL COLLECTED FROM A 16- BEAM MOM ASBESTOS 

LOCATED ON TNE SOUTH SIDE OF THE ELEVATOR SHAFT FOR CAR t PC 14 AT THE 
TOP OF THE 41ST FLOOR. 



R-1UTC-31675 TROWELED ON FIREPROOFING MATERIAL COLLECTED FROM A 37" COLUMN LOCATED OH HON ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE TOP OF 
THE 34TH FLOOR. 



•1VTC-31676 TROWELED ON FIREPROOFING MATERIAL COLLECTED FROM A 20" BEAM LOCATED ON HON ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE TOP OF THE 
34TH FLOOR. 



R-1UTC-31677 TROWELED ON F I REPROOF INC MATERIAL COLLECTED FROM A 37" COLUMN LOCATED ON 1-3% CKRYSOTILE ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE TOP OF 
THE 27TH FLOOR. 



R-1UTC-316TO FLUFFY SPtAYEO OH FUCPftOORlUG MATERIAL COLLECTED FROM A 37" COLUMN 20% CKRYSOTILE ASBESTOS 

LOCATED OH THE NORTHEAST CORKER OF THE ELEVATOR SHAFT FOR CAR f PE 14 AT 
THE TOP Of THE 27TH FLOOR. 



R-1UTC-31679 



TROWELED OH F I REPROOF I KG MATERIAL COLLECTED FROM A 20" BEAM LOCATED OK 
THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f PE 14 AT THE TOP OF THE 
27TH FLOOR . 



10% CKRYSOTILE ASBESTOS 



DRAFT COPT ISSUED OS/15/92 



POUT AUTHORITY Of NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT • «5 
SURVEY # 001 



21 LI TY: UORLO TRADE CENTER 
.OCAT10N: 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS » PE U I PE 15 



BUILDING: 1 
FLOOR: 1-78 



LOCATION 

R-1UTC-31680 FLUFFY SPRAYED ON F1REPROOFING MATERIAL COLLECTED FROM A 20" BEAM 

LOCATED ON THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR f PE U AT THE 
TOP OF THE 27TH FLOOR. 



RESULT 

30X CHRYSOTILE ASIESTOS 



«-1UTC-316ei TROWELED OH f (REPROOF I KG HATER I AL COLLECTED FROM A 37" COLUMN LOCATED OH 1-3% CHRYSOTILE ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT THE TOP OF 
THE 201 H FLOOR. 



R-1UTC-3168Z FLUFFY SPRAYED ON F1REPROOFING MATERIAL COLLECTED FROM A 37- COLUMN SOX CHRYSOTILE ASBESTOS 

LOCATED ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR # PE U AT 
THE TOP OF THE 20TH FLOOR. 



■1VTC-316A3 TROWELED ON F1REPROOFING MATERIAL COLLECTED FROM A 20- BEAM LOCATED ON 10X CHRYSOTILE ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR * PE U AT THE TOP OF THE 
20TH FLOOR. 



R-1UTC-316U FLUFFY SPRAYED ON FIREPROOF I HG MATERIAL COLLECTED FROM A 20" BEAM 30* CHRYSOTILE ASBESTOS 

LOCATED ON THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR # PE K AT THE 
^ TOP OF THE 20TH FLOOR. 



R-1UTC-3166S TROWELED OH FIREPROOFING MATERIAL COLLECTED FROM A 37** COLUMN LOCATED ON 5X CHRYSOTILE ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR # PE K AT THE TOP OF 
THE 13TH FLOOR. 



R-1UTC-31686 FLUFFY SPRAYED OH FIREPROOFING MATERIAL COLLECTED FROM A 37" COLUMN 2 OX CHRYSOTILE ASBESTOS 

LOCATED ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR » PE H AT 
THE TOP OF THE 13TN FLOOR. 



DRAFT COPT ISSUED 05/15/97 PORT AUTHORITY OF NT t HJ REPORT # 435 

ASBESTOS HAHAGEHEHT DIVISION SURVEY # 001 
SAMPLE LOCATIONS 

C1LITT: WORLD TRADE CENTER 

.OCATIOM: BUILD I KG: 1 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS I PE K I pE 15 FLOOR : 1-78 



SAMPLE 

NUMBER LOCATION RESULT 

R-1U7C-31687 TROWELED OH F (REPROOFING MATERIAL COLLECTED FROM A 20" BEAM LOCATED ON 1-3X CHRYSOTILE ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR i PE U AT THE TOP OF THE 
13TH FLOOR. 



R-1UTC-316fl8 FLUFFY SPRAYEO OH Ft REPROOF IHG MATERIAL COLLECTED FROM A 20" BEAM 201 CHRYSOTILE ASBESTOS 

LOCATED ON THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR # PE H AT THE 
TOP OF THE 13TH FLOOR. 



R-1UTC-31689 TROUELEO ON FIREPROOF IHG MATERIAL COLLECTED. FROM A 37" COLUMN LOCATED OH ZOX CHRYSOTILE AS8E5TOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR # PE 14 AT THE TOP OF 
THE 8TH FLOOR. 



1VTC-31690 FLUFFY SPRAYED OH FIREPROOF1NC MATERIAL COLLECTED FROM A 37" COLUMN ZOX CHRYSOTILE ASBESTOS 

LOCATED OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE U AT 
THE TOP OF THE 8TH FLOOR. 



R-1VTC-31691 TROWELED OH FIREPROOF IHG MATERIAL COLLECTED FROM A 20" BEAM LOCATED ON HOH ASBESTOS 

THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR « PE 14 AT THE TOP OF THE 
8TH FLOOR. 



R-1UTC-31692 TROWELED ON FIREPROOF IHG MATERIAL COLLECTED FROM A 37- COLUMN LOCATED OH HOH ASBESTOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR ff PE 14 AT TOP OF THE 
4TH FLOOR. 



R-1UTC-31693 



FLUFFY SPRAYED ON FIREPROOF IHG MATERIAL COLLECTED FROM A 37- COLUMN 
LOCATED ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT FOR CAR * PE 14 AT 
THE TOP OF THE 4TH FLOOR, 



HOH ASBESTOS 



DRAFT COPT ISSUED Q5/15/92 



PORT AUTHORITY OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 435 
SURVEY « 001 



:iLITT: U0RL0 TRADE CENTER 
.JCAllOM: 

AREA DESCRIPTION: ELEVATOR SHAFT/CARS f PE 14 t PE 15 



BUILDING: 1 
FLOOR: 1-78 



SAMPLE 
NUMBER 

R-1VTC-31694 



LOCATION 

TROWELED OH FIREPROOFING KATEBIAL COLLECTED FROM A 20" BEAN LOCATED ON 
THE EAST SIDE OF THE ELEVATOR SHAFT FOR CAR $ PE 14 AT THE TOP OF THE 
4TH FLOOR. 



RESULT 

NOH ASBESTOS 



R-ltfTC-31695 TUQUE LED ON FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR 

SHAFT FOR CAR * PE 14. 



NOH ASBESTOS 



R-1UTC-31696 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR SHAFT FOR 

CAR * PE 14. 



5% CHRYSOTILE ASBESTOS 



f 



4 



DRAFT COPT ISSUED 0S/1S/92 



POUT AUTHOR ITT OF MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T IOWS 



REPORT * 4J8 
SURVEY # 001 



ACUITY: UOfiLD TRADE CENTER 
.OCATIOH: SHUTTLE ELEVATORS BUILDING: 1 

AREA DESCRIPTION: ELEVATOR CARS * PE 6 HOC*-. ft! -106 



SAMPLE 
HUHBER 



LOCATION 



RESULT 



R-1UTC-25769 CEHEHTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH 

THE EAST SIDE OF THE ELEVATOR SHAFT, FOR CAR 9 PE 6 AT THE TOP OF THE 
3R0 FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/U/90 



R-ll/TC-25770 FLUFFY FIREPROOF IMG MATERIAL COLLECTED FROM A 16" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT, FOR CAR f PE 6 AT THE TOP OF THE 3RD 
FLOOR. 



201 CHRYSOTILE ASBESTOS 
SAMPLE DATE: 09/14/90 



R-1UTC-25771 CEHEHTITIOUS FIREPROOFIUC MATERIAL COLLECTD FROM A 36" COLUMN LOCATED OH HON ASBE5TOS 

THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR « PE 6 AT THE TOP Of SAMPLE OATE: 09/14/90 

THE 9TH FLOOR. 



R-1UTC-25772 CEHEHTITIOUS F1REPRCOF1NG MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH 51 CHRYSOTILE ASBESTOS 

THE EAST SIDE Of THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP OF THE SAMPLE DATE: 09/14/90 

13TH FLOOR. 



R-1UTC-25773 FLUFFY FIREPRCOFING MATERIAL COLLECTED FROM A 12" BEAM LOCATED OH THE 

EAST SIDE OF THE ELEVATOR SHAFT, FOR CAR f PE 6 AT THE TOP OF THE 13TH 
FLOOR. 



SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 09/14/90 



R-ll/TC-25774 CEHEHTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 51 CHRYSOTILE ASBESTOS 

OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR 9 PE 6 AT THE TOP SAMPLE DATE: 09/H/9O 

OF THE 20TH FLOOR. 



R-lUTC-25775 FLUFFY FIREPROOFIHG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OK THE 20X CHRYSOTILE ASBESTOS 

NORTHEAST CORKER OF THE ELEVATOR SHAFT, FOR CAR I PE 6 AT THE TOP OF THE SAMPLE DATE: 09/14/90 

20TH FLOOR. 



R-ltfTC- 25776 



CEHEHTITIOUS F I REPROOF I HG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 
ON THE HORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR I PE 6 AT THE TOP 
OF THE 26TH FLOOR. 



15X CHRYSOTILE ASBESTOS 
SAMPLE OATE: 09/14/90 



ORAFT COPY ISSUED 05/15/92 



PORT AUTHOR ITT OF HY t HJ 
ASBESTOS MANAGEMENT 0IV1S10H 
SAMPLE LOCATIOMS 



REPORT f 438 
SURVEY • 001 



AC I L I TT : WORLD TRADE CENTER 
OCA T I ON: SHUTTLE ELEVATORS 
AREA DESCRIPTION: ELEVATOR CARS 1 PE 6 



BUILDING: 1 
FLOOR: B1-106 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-Z5777 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED OH THE 

NORTHEAST CORKER OF THE ELEVATOR SHAFT, FOR CAR i PE 6 AT THE TOP OF THE 

261 HE FLOOR. 



SOX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 09/14/90 



R-1UTC-25778 CEKEHTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 12" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT, FOR CAR f PE 6 AT THE TOP OF THE 
32HD FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-2S779 CEMENT IT IOUS F I REPROOF I KG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP 
OF THE 39TH FLOOR. 



MOM ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-25760 CEKEHTITIOUS F I REPROOF 1 HG MATERIAL COLLECTED FROM A 36** COLUMN LOCATED 

ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR # PE 6 AT THE TOP 
OF THE 45TH FLOOR. 



NOM ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1WC-25781 CEHEHTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR # PE 6 AT THE TOP 
OF THE 51ST FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-25782 CEKEHTITIOUS F I REPROOFING MATERIAL COLLECTED FROM A 16" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT , FOR CAR f PE 6 AT THE TOP OF THE 
57ST FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-25783 CEHEHTITIOUS F I REPROOF I NG MATERIAL COLLECTED FROM A 36- COLUMN LOCATED 

OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT , FOR CAR f PE 6 AT THE TOP 
OF THE 63R0 FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-25764 FLUFFY F I REPROOFING MATERIAL COLLECTED FROM A 36" COLUMN LOCATED ON THE 

NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP OF THE 
63RD FLOOR. 



HON ASBESTOS 

SAMPLE DATE: O9/U/90 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHORITY OF MY I NJ 
ASBESTOS KAHACEKEHT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 438 
SURVEY f 001 



VCILITT: WORLD TRADE CENTER 
LOCATION: SHUTTLE ELEVATORS 
AREA DESCRIPTION: ELEVATOR CARS # PE 6 



BUILD IMC: 1 
FLOOR: B1-106 



SAMPLE 
HUHBER 



LOCATION 



RESULT 



R-1VTC-25785 CEHENTITIOUS FIREPROOF IMG MATERIAL COLLECTED FROM A 24" tEAM LOCATED OH 

THE VEST SIDE OF THE ELEVATOR SHAFT, FOR CAR « PE AT THE TOP OF THE 6STH 
FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/14/90 



R'lVTC-25786 CEHENTITIOUS FIREPROOF I KG MATERIAL COLLECTED FROM A 36" COLUMN LOCATED 

ON THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP 
OF THE 74TH FLOOR. 



NON ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-25787 CEHENTITIOUS F [REPROOFING MATERIAL COLLECTED FROM A 14" COLUMN LOCATED 

OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP 
OF THE 7STH FLOOR. 



HON ASBESTOS 

SAMPLE OATE: 09/14/90 



R-1UTC-257M CEHENTITIOUS FIREPROOF1HG MATERIAL COLLECTED FROM A 29" BEAM LOCATED ON 

THE EAST SIDE OF THE ELEVATOR SHAFT, FOR CAR f PE 6 AT THE TOP OF THE 
79TH FLOOR. 



HON ASBESTOS 

SAMPLE DATE: 09/14/90 



R-1UTC-257S9 CEHENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 24 M BEAM LOCATED ON 

THE WEST SIDE OF THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP OF THE 
B5TH FLOOR. 



HON ASBESTOS 

SAMPLE OATE: 09/14/90 



R-1UTC-25790 CEHENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 14" COLUMN LOCATED 

OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR * PE 6 AT THE TOP 
OF THE 91ST FLOOR. 



NON ASBESTOS 

SAMPLE OATE: 09/14/90 



R-1VTC-25791 CEHENTITIOUS FIREPROOFIHG MATERIAL COLLECTED FROM A 14" COLUMN LOCATED 

OH THE NORTHEAST CORNER OF THE ELEVATOR SHAFT, FOR CAR • PE 6 AT THE TOP 
OF THE 977 H FLOOR. 



NON ASBESTOS 

SAMPLE OATE: 09/14/90 



R-1UTC-Z5792 PLASTER-LIKE FIREPROOF ING MATERIAL COLLECTED FROM A BEAM LOCATED ON THE 

SOUTH SIDE OF THE THE ELEVATOR SHAFT, FOR CAR M PE 6 AT THE TOP OF THE 
8ZH0 FLOOR. 



<1X CHKTSOTILE ASBESTOS 
SAMPLE DATE: 09/14/90 



N OTE: The symbol "<■ swans: Leu than. "TRACE* swans • barely perceivable mmt of asbestos that is less than the USEPA tinit 
for asbestos. 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY OF HT t tiJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT § 469 
SURVEY # 



'ACUITY: WORLO TRADE CEHTER 
LOCATION: 

AREA DESCRIPTION: SICIM AREA (EXTERIOR BUILDING) 



BUILDING: 1 
FLOOR: 



SAMPLE 
NUMB ER 



LOCAT I OH 

GRAY HUFFY INSULATION COLLECTED FROM THE NORTH SIDE OF VTC • 1 (SKIN 
AREA). 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 12/16/91 



VTC-32B41 



GRAY FLUFFY INSULATION COLLECTED FROM THE NORTH SIDE OF UTC 9 1 (SKIN 
AREA). 



HON ASBESTOS 

SAMPLE DATE: 12/16/91 



VTC-32M2 



CRAY HUFFY INSULATION COLLECTED FROM THE SOUTH SIDE OF VTC • 1 (SKIN 
AREA) . 



NON ASBESTOS 

SAMPLE DATE: 12/16/91 



UTC-32W3 



GRAY FLUFFY INSULATION COLLECTED FROM THE SOUTH SIDE OF UTC * 1 (SKIN 
AREA) . 



NON ASBESTOS 

SAMPLE DATE: 12/16/91 



( 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHORITY OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 472 
SURVEY * 001 



'ACUITY: WORLD TRADE CENTER 
LOCATION; QUA HE READE 
AREA DESCRIPTION: 



BUILDING: 1 

FLOOR: CONCOURSE 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



UTC-32801 VTC - CONCOURSE LEVEL DUANE READE, GREY SPRAYED OH F I REPROOF I KG 

MATERIAL ON THE NORTHWEST SIDE. 



HON ASBESTOS 

SAMPLE DATE: 12/12/91 



VTC- 32802 



VTC - CONCOURSE LEVEL DUANE READE, GREY SPRAYED ON F I REPROOF I KG ON THE 
NORTH SIDE. 



NOW ASBESTOS 

SAMPLE PATE: 12/12/91 



VTC-32803 



VTC - CONCOURSE LEVEL DUANE READE, GREY SPRAYED ON FIREPROOFIHC 
ON THE NORTH SIDE. 



NON ASBESTOS 

SAMPLE DATE: 12/12/91 



VTC -32804 



VTC - CONCOURSE LEVEL DUANE READE, GREY SPRAYED ON FIREPRCOFING ON THE 
EAST SIDE. 



NON ASBESTOS 

SAMPLE DATE: 12/12/91 



VTC-32805 



VTC - CONCOURSE LEVEL DUANE READE, GREY SPRAYED ON FIREPRCOFING ON THE 

SOUTH SIDE. 



NON ASBESTOS 

SAMPLE DATE: 12/12/91 



DRAFT COPT ISSUED OS/15/92 



POUT AUTHOR ITT Of MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T 10WS 



REPORT * 477 
SURVET * 001 



'ACUITY: UORLO TRADE CENTER 
LOCATION: NORTHEAST CRAVL SPACE 
AREA DESCRIPTION: 



BUILDING: 1 

FLOOR: 1-3 LEVEL 



SAMPLE 
KUHBER 



LOCATION 



RESULT 



UTC-32959 WHITE FLUFFY SPRAYED ON FIREPROOFIHG KATERIA1 COLLECTED FROM COLUMN. 



40X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/02/92 



1TTC-32960 



CRET FLUFFY SPRAYED ON FIREPROOFIHG MATERIAL COLLECTED FROM BEAM. 



401 CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/02/92 



in C- 12961 



WHITE FLUFFY SPRAYED ON FIREPROOFIHG MATERIAL COLLECTED FROM COLUMN. 



401 CHRYSOTILE ASBESTOS 
SAMPLE DATE; 01/02/92 



WTC- 32962 



GREY FLUFFY SPRAYED OH FIREPROOFIHG MATERIAL COLLECTED FROM BEAM. 



40X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/02/92 



DRAFT COPT ISSUED OS/15/92 



PORT AUTHOR ITT OF MY t NJ 
ASBESTOS MANAGEMENT D1VISIOH 
SAMPLE LOCATIONS 



REPORT # 487 
SUB VET * 001 



VCIL1TY: UORLD TRADE CENTER 
OCATION: MECHANICAL EOUIPHEHT ROOM 
AREA DESCRIPTION: STEAM RISERS 



BUILDING: 1 
FLOOR: 41 



SAMPLE 
DUMBER 



LOOT I OH 



RESULT 



UTC-32K9 



FLUFFY INSULATION MATERIAL COLLECTED FROM BEAM OK THE 41ST FLOOR FROM 
THE MECHANICAL EQUIPMENT ROOM, NOR T HUE ST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 12/17/91 



UTC-32850 FLUFFY INSULATION MATERIAL COLLECTED FROM BEAM ON THE 41ST FLOOR FROM 

THE MECHANICAL EQUIPMENT ROOM, NORHTUEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 12/17/91 



UTC- J2851 



FLUFFY INSULATION MATERIAL COLLECTED FROM BEAM ON THE 41ST FLOOR FROM 
THE MECHANICAL EQUIPMENT ROOM, NORTHWEST QUADRANT. 



HON ASBESTOS 

SAMPLE DATE: 12/17/91 



UTC -32852 



SHEET ROCK MATERIAL COLLECTED FROM INSIDE THE STEAM RISER CLOSET. 



HON ASBESTOS 

SAMPLE DATE: tt/17/91 



UTC- 32853 



SHEET ROCK MATERIAL COLLECTED FROM INSIDE THE STEAM RISER CLOSET. 



HON ASBESTOS 

SAMPLE DATE: 12/17/91 



:-32854 



SHEET ROCK MATERIAL COLLECTED FROM INSIDE THE STEAM RISER CLOSET. 



HON ASBESTOS 

SAMPLE DATE: 12/17/91 



UTC -32855 



PIPE INSULATION FALLOUT MATERIAL COLLECTED FROM INSIDE THE STEAM RISER 
CLOSET . 



NOM ASBESTOS 

SAMPLE DATE: 12/17/91 



UTC -32856 



PIPE INSULATION MATERIAL COLLECTED FROM INSIDE THE STEAM RISER CLOSET. 



HON ASBESTOS 

SAMPLE DATE: 12/17/91 



DRAFT COPY ISSUED 05/15/92 



POST AUTHORITY Of MY 1 tlJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « «U 
SURVEY § 001 



ICILITY: WORLD TRADE CENTER 
JCATION: MECHANICAL EOUIPHEHT ROOM 
AREA DESCRIPTION: STEAM RISERS 



BUILDING: 1 
FLOOR: 7 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



UTC-32&U FLUFFY INSULATION MATERIAL COLLECTED FROM BEAM ON THE 7TH FLOOR FROM THE 

MECHANICAL EQUIPMENT ROOM, NORTHWEST QUAD RANT. 



301 CKRYSOTILE ASIESTOS 
SAMPLE DATE: 12/17/91 



VTC-32W5 FLUFFY INSULATION MATERIAL COLLECTED FROM BEAM ON THE 7TH FLOOR FROM THE 

MECHANICAL EQUIPMENT ROOM, NORTHWEST QUADRANT . 



301 CKRYSOT I LE ASBESTOS 
SAMPLE DATE: 12/17/91 



UTC-32646 FLUFFY INSULATION MATERIAL COLLECTED FROM IEAH ON THE 7TH FLOOR FROM THE 

MECHANICAL EQUIPMENT ROOM, NORTHWEST QUADRANT . 



30X CKRYSOT I LE ASBESTOS 
SAMPLE DATE: 12/17/91 



UTC-32M7 



PIPE INSULATION MATERIAL COLLECTED FROM INSIDE THE STEAM RISER ON THE 
7TH FLOOR FROM THE MECHANICAL EQUIPMENT ROOM, NORTHWEST QUADRANT. 



LI - 35 X AMOSITE ASBESTOS 
L2 - 15X CKRYOST1LE ASBESTOS 
SAMPLE DATE: 12/17/91 



VTC-32K8 



PIPE INSULATION MATERIAL COLLECTED FROM INSIDE THE STEAM RISER OH THE 
71H FLOOR FROM THE ME CHEMICAL EQUIPMENT ROOM, NORTHWEST QUADRANT. 



LI - 35X AMOSITE ASBESTOS 
L2 - 10X CHRYOST1LE ASBESTOS 
SAMPLE DATE: 12/17/91 



r 



DRAFT COPY ISSUED 05/15/9? 



PORT AUTHORITY OF NY I NJ 



ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOOT 1 QMS 



REPORT ff 490 
SURVEY 9 001 



ACUITY: WORLD TRADE CENTER 
LOCATION: HECHAHICAL EOUIPMENT XOOH 
AREA DESCRIPTION: STEAM RISERS 



BUILD I KG: 1 
FLOOR: 75 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-32857 



FLUFfY INSULATION HATER I AL COLLECTED FROM THE BEAM LOCATED IN THE 
NORTHWEST QUADRANT Of HECHAHICAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE DATE: 12/17/91 



WTC-32855 



FLUFFY INSULATION MATERIAL COLLECTED FROM THE BEAM LOCATED IH THE 
NOR T HUE ST QUADRANT OF MECHANICAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE DATE: 12/17/91 



WTC-32659 



FLUFFY INSULATION MATERIAL COLLECTED FROM THE BEAM LOCATED IN THE 
NORTHWEST QUADRANT OF HECHAHICAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE DATE: 12/17/91 



UTC- 32060 



PIPE INSULATION MATERIAL COLLECTED FROM THE STEAM RISER IH THE NORTHWEST 
QUADRANT OF MECHANICAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE DATE: 12/17/91 



WTC-32861 



PIPE INSULATION MATERIAL COLLECTED FROM THE STEAM RISER IN THE NORTHWEST 
QUADRANT OF MECHANICAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE DATE: 12/17/91 



WTC -32862 



SHEET ROCK MATERIAL COLLECTED FROM THE STEAM RISER CLOSET IN THE 
NORTHWEST QUADRANT OF MECHANCIAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE DATE: 12/17/91 



WTC -32563 



SHEET ROCK MATERIAL COLLECTED FROM THE STEAM RISER CLOSET IN THE 
NORTHWEST QUADRANT OF MECHANCIAL EQUIPMENT ROOM. 



NON ASBESTOS 

SAMPLE OATE: 12/17/91 



DRAFT COPY ISSUED 05/15/92 



POUT AUTHORITY OF MY 1 Mj 
ASBESTOS MAHAGEMEHT DIVlSIOH 
SAMPLE L OCA T [QMS 



REPORT * 491 
SURVEY » 001 



ACUITY: UORLO TRADE CENTER 
LOCATION: MECHANICAL EQUIPMENT ROOM 
AREA DESCRIPTION: STEAM RISERS 



BUILDING: 1 
FLOOR: 108 



SAMPLE 




LOCATION 

PIPE INSULATION MATERIAL COLLECTED FROM THE INSIDE STEAM RISER CLOSET 
LOCATED IN THE NORTHUEST QUADRANT OF MECHAHCIAL EQUIPMENT ROOM. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 12/18/91 



VTC-32865 



PIPE INSULATION MATERIAL COLLECTED FROM THE STEAM RISER CLOSET LOCATED 
IN THE NORTHWEST QUADRANT OF MECHAHCIAL EQUIPMENT ROOM. 



HON ASBESTOS 

SAMPLE DATE: 12/18/91 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHOR | TT OF HY I HJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAHPLE LOCATIONS 



REPORT * 589 
SURVEY * 001 



'ACUITY: WORLD TRADE CENTER 

.OCATIOH: ON TOP OF THE ELEVATOR CAR I J I * IUU0IUG: 1 

AREA DESCRIPTION: FLOOR: UTK 



SAHPLE 
NUMBER 



LOCATION 



RESULT 



UTC-33054 



FLUFFY WHITE FIJtEPROOFING FALLOUT MATERIAL COLLECTED FROM DEBRIS LOCATED 
OH TOP OF THE CAR « 3. 



35X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/18/92 



WTC-33055 



FLUFFY WHITE FIREPROOFUG FALLOUT MATERIAL COLLECTED FROM OEMIS LOCATED 
OM TOP OF CAR * 4. 



20X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/16/92 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHORITY OF HT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T IOWS 



REPORT * 590 
SURVEY # 001 



ACUITY: WORLD TRADE CENTER 

. OCA T I ON: ROOFTOP OF ELEVATOR BUILDING: 1 

AREA DESCRIPTION: ELEVATOR # 3 FLOOR: S ICY LOBBY 



SAHPLE \ 

NUMBER LOCATION RESULT 

1/TC-330W F I REPROOFING MATERIAL COLLECTED FROM ABOVE THE ELEVATOR # 3 LOCATED OH SOX CHRYSOTILE ASIESTOS 

THE SKYLOBBY LEVEL. SAMPLE DATE: 02/14/92 



r 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHORITY Of HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE L OCA T IOHS 



REPORT « 591 
SURVET 9 001 



'CILITY: UORLD TRADE CENTER 

jCATION: TOP OF ELEVATOR CARS 0 1, B ft 11 BU1L0IHG: 1 

AREA DESCRIPTION: SICYLOBBY ELEVATORS FLOOR: UTH 



SAMPLE 
NUMBER 

l/TC-33216 



LOCATION 

FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR CAR 0 1. 
(10ENTICAL TO SPRAY -ON F1REPR0OFINC). 



RESULT 

35X CHXYSOTILE ASBESTOS 
SAMPLE DATE: 02/2S/92 



l/TG-33217 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR CAR 0 8. 
(I0EHT1CAL TO SPRAY-ON FIREPROOFING). 



40X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/25/92 



l/TC-33218 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR CAR * 11 
(IDENTICAL TO SPRAY-ON FIREPROOFING). 



30X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/25/92 



DRAFT COPT ISSUED OS/15/92 



PORT AUTHORITY Of HT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 592 
SURVEY f 001 



ACUITY: UORLD TRADE CENTER 
>CATION: UEST OF EHTRAMCE TO SUIT « 1933 
AREA DESCRIPTION: SUITE i 1933 



BUILDING: 1 
FLOOR: 19TM 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-33235 



FLUFFY FALLOUT MATERIAL COLLECTED FROM A RETURN AIR VENT LOCATED 25' 
FEET UEST Of ENTRANCE TO SUITE f 1933. 



30X CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 02/26/92 



UTC-33239 



FLUFFY FALLOUT MATERIAL COLLECTED FROM A RETURN AIR VENT LOCATED 25' 
FEET WEST OF ENTRANCE TO SUITE * 1933. 



<1X CHRYSOT 1LE ASBESTOS 
SAMPLE DATE: 02/26/92 



.JTEl The tytbol ■<• 
for asbestos. 



Manx: . Lett than. "TRACE" 



tans, a barely perceivable aanunt of aibesto* that \t lets than the USCPA 1 1 



DRAFT COPT ISSUED 05/15/92 POST AUTHORITY OF MY I HJ REPORT * 593 

ASBESTOS MANAGEMENT DIVISION SURVEY # 001 
SAMPLE LOCATIONS 

MIKITY: UORLO TRADE CENTER 

JCATIOW; NORTHEAST OF MOOT HUE ST TELEPHONE CLOSET BUILDING: 1 

AREA DESCRIPTION: SUITE * 2563 FLOOR: 25TH 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-33236 



FLUFFY FALLOUT MATERIAL COLLECTED FROM A RETURN AIR VENT LOCATES 10' 
FEET NORTHEAST OF THE NORTHWEST TELEPHONE CLOSET. 



30% CUM SOT RE ASIESTOS 
SAMPLE DATE : 02/26/92 



UTC- 33237 



f-LUFFY FALLOUT MATERIAL COLLECTED FROM A RETURN AIR VENT LOCATED 10* 
FEET NORTHEAST OF THE NORTHWEST TELEPHONE CLOSET. 



30X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/26/92 



DRAFT COPY ISSUED 05/15/92 



POST AUTHORITY OF NT I MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 632 
SURVEY f 001 



Clint: UORLD TRADE CENTER 
JCAT10N: CONCOURSE 
AREA DESCRIPTION: BAKER'S WOMEN'S SHOES 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
WUHBEtt 

UTC-33061 



LOCATION 

UNITE T I OUE LED -ON PATCHING FIREPROOFINC MATERIAL COLLECTED FROM BEAM 
<UWERStOE) LOCATED ABOUT 35* FEET EAST OF THE ENTRANCE. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33062 WHITE TROWELED -ON PATCHING FIREPROOFINC MATERIAL COLLECTED FROM A BEAM 

(UNDERSIOE) LOCATED ABOUT 60* FEET EAST OF THE ENTRANCE. 



ROM ASBESTOS 

SAMPLE OATE: 02/21/92 



UTC-330&3 



UNITE TROWELED -ON PATCHING FIREPROOFINC MATERIAL COLLECTED FROM A BEAM 
(UNDERSIDE) LOCATED ABOUT 70* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33064 



CREY SPRAYED -ON FIREPROOFINC MATERIAL COLLECTED FROM A BEAM (UNDERSIOE) 
LOCATED ABOUT 2S 1 FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC -33065 



CREY SPRAYED -ON F I REPROOFING MATERIAL COLLECTED FROM A BEAM (UNDERSIDE) 
LOCATED ABOUT 15* FEET EAST OF THE EHTRAHCE. 



NOH ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33066 



GREY SPRAYED -OH FIREPROOFINC MATERIAL COLLECTED FROM A BEAM (UNDERSIDE) 
LOCATED ABOUT 40* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33067 GREY SPRAYED -ON FIREPROOFIHG MATERIAL COLLECTED FROM A BEAM (FROM SIDE 

OF BEAM), LOCATED ABOUT 60' FEET EAST OF THE ENTRANCE. 



NOH ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-330&8 GREY SPRAYED -OH FIREPROOFIHG MATERIAL COLLECTED FROM A BEAM (FROM SIDE 

OF BEAM), LOCATED ABOUT 65* FEET EAST OF THE ENTRANCE. 



NOH ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC- 33069 



GREY SPRAYED -ON f I REPROOF I UG OVER SPRAY MATERIAL COLLECTED FROM THE 
DECKING LOCATED ABOUT 40' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33070 



GREY SPRAYED -OH FIREPROOFIHG OVER SPRAY MATERIAL COLLECTED FROM THE 
DECKING LOCATED ABOUT 65' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC -33071 



CREY SPRAYED -ON FIREPROOFIHG OVER SPRAY MATERIAL COLLECTED FROM THE 
DECKING LOCATED ABOUT 70' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



t 



DRAFT COPT ISSUED OS/15/92 



POST AUTHORITY OF Mr t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 632 
SURVEY t 001 



CI L ITT : WORLD TRADE CENTER 
JCATION: CONCOURSE 
AREA DESCRIPTION: BAKER'S WOMEN'S SHOES 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-3307Z 



GREY SPRAYED -ON FIREPROOF1NC OVER SPRAY MATERIAL COLLECTED FROM THE 
DECKING LOCATED ABOUT 7V FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33073 



2' K 2* WHITE CEILING TILES MATERIAL COLLECTED FROM ABOUT 30* FEET EAST 
OF THE ENTRANCE. 



MOM ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC -33074 



2' X 2' WHITE CEILING TILES MATERIAL COLLECTED FROM ABOUT 10* FEET EAST 
OF THE ENTRANCE. 



MOM ASBESTOS 

SAMPLE DATE: 02/21/92 



VTC-33075 



2' X 2* WHITE CEILING TILES MATERIAL COLLCCTEO FROM ABOUT 15* FEET EAST 
OF THE ENTRANCE. 



MOM ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC -33076 



2* X 2' WHITE CEIL IMG TILES REPLACEMENTS MATERIAL COLLECTED FROM 
ABOUT 30* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC -33077 



2' X 2' WHITE CEILING TILES REPLACEMENTS MATERIAL COLLECTED FROM ABOUT 
30* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



/TC- 33078 



2* X 2' WHITE CEILING TILES REPLACEMENTS MATERIAL COLLECTED FROM ABOUT 
30* FEET EAST OF THE ENTRANCE. 



NOM ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC -33079 



4' X 8* GREY GYPSUM WALLBOARD MATERIAL COLLECTED FROM ABOUT 40' FEET 
EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC- 33080 



4» X 8' GREY GYPSUM WALLBOARD MATERIAL COLLECTED FROM ABOUT 40* FEET 
EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC -33081 



4« X ft* GREY GYPSUM WALLBOARD MATERIAL COLLECTED FROM ABOUT 90* FEET 
EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33082 



4* X 8' GREY GYPSUM WALLBOARD MATERIAL COLLECTED FROM ABOUT 30' FEET 
EAST OF THE ENTRANCE. 



MOM ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC -33083 4> X 8' GREY GYPSUM WALLBOARD MATERIAL COLLECTED FROM ABOUT 30' FEET 

EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHORITY OF MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 632 
SURVEY « 001 



VCIUTY: WORLD TRADE CENTER 
.OCATION: CONCOURSE 

AREA DESCRIPTION: BAlCER'S WOMEN'S SHOES 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 

WTC-330S4 



LOCATIOK 

WHITE CEMCNTITIOUS SURFACING MATERIAL, FUNCTIONING AS CEILING PLASTER 
COLLECTED FROM ABOUT 5' FEET SOUTH OF THE ENTRANCE. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-3300S WHITE CEMENTITICUS SURFACING MATERIAL, FUNCTIONING AS CEILING PLASTER 

COLLECTED FROM ABOUT 10* FEET SOUTH OF THE ENTRANCE. 



NOH A5BESTOS 

SAMPLE DATE: 02/21/92 



WTC-33046 



WHITE CEMENTITIOUS SURFACING MATERIAL, FUNCTIONING AS CEILING PLASTER 
COLLECTED FROM ABOUT 10* FEET SOUTH OF THE ENTRANCE. 



NOH ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33087 



12" X 12" WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT 45* FEET EAST 
OF THE ENTRANCE. 



51 CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/21/92 



WTC-330U 



12" X 12- WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT 50' FEET EAST 
OF THE ENTRANCE. 



5X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/21/92 



UTC-33089 



12- X 12" WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT 65* FEET EAST 
OF THE ENTRANCE. 



5X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/21/92 



WTC-33Q90 



12" X 12" WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT SO' FEET EAST 
OF THE ENTRANCE. 



5X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/21/92 



WTC-33091 



12" X 12" WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT 85' FEET EAST 
OF THE ENTRANCE. 



51 CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/21/92 



WTC-33092 



MASTIC MATERIAL COLLECTED FROM A 12" WHITE TILE LOCATED ABOUT 45* FEET 
EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE 0ATE: 02/21/92 



WTC-33093 



MASTIC MATERIAL COLLECTED FROM A 12" WHITE FLOOR TILE LOCATED ABOUT 50' 
FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/2 V9Z 



WTC-3J094 



MASTIC MATERIAL COLLECTED FROM A 12" WHITE FLOOR TILE LOCATED ABOUT 65' 
FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



( 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY OF MY 1 HJ 
ASBESTOS MAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT f 632 
SURVEY * 001 



C1LITY: WORLD TRADE CENTER 
.JCATIOH: CONCOURSE 

AREA DESCRIPTION: BAKER'S WOMEN'S SHOES 



BUILOING: 

FLOOR: CONCOURSE 



SAMP IE 
NUMBER 



LOCATION 



RESULT 



UTC-3SD9S 



MASTIC MATERIAL COLLECTED FROM A 12" WHITE FLOOR TILE LOCATED ABOUT 80* 
FEET EAST OF ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC -33096 



MASTIC MATERIAL COLLECTED FROM A 12" WHITE FLOOR TILE LOCATED ABOUT 65' 
FEET EAST OF THE ENTRANCE* 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33097 



GREY FIREPROOFING, FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE 2' X 
2* CEILING TILE LOCATED ABOUT 35* EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC -33098 



PIPE FITTING INSULATION MATERIAL COLLECTED FROM THE CONDENSATION LIME 
ELBOW, LOCATED ABOUT 90' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



/ UTC-33099 



PIPE FITTING INSULATION MATERIAL COLLECTED FROM THE HOT UATER LINE ELBOU 
LOCATED ABOUT 90 1 FEET EAST OF THE ENTRANCE . 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC -33 TOO 



PIPE FITTING INSULATION MATERIAL COLLECTED FROM THE CHILLED UATER LINE 
ELBOU, LOCATED ABOUT 90* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-3M01 



PIPE FITTING INSULATION MATERIAL COLLECTED FROM THE CHILLED UATER LINE 
ELBOU, LOCATED ABOUT 90' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33102 



PIPE FITTING INSULATION MATERIAL COLLECTED FROM THE HOT UATER LINE 
VALVE, LOCATED ABOUT 90> FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC*33103 GREY FLUFFY SPRAYED -OH MATERIAL COLLECTED FROM THE WASTE UATER TUB (SIDE 

OF THE TUB), LOCATED ABOUT 40* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33104 GREY FLUFFY SPRAYED -OH MATERIAL COLLECTED FROM THE WASTE UATER TUB (SIDE 

OF THE TUB), LOCATED ABOUT 40' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33105 



GREY FLUFFY SPRAYED -ON MATERIAL COLLECTED FROM THE UASTE UATER TUB 
(UNDERSIDE OF THE TUB). LOCATED ABOUT 40* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



DRAFT COPT ISSUED OS/15/92 



POUT AUTHOR ITT Of MY 1 MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 632 
SURVEY « 001 



\CIL1TT: UORLO TRADE CENTER 
.OCA110N: CONCOURSE 

AREA DESCRIPTION: BAKER* S WOMEN'S SHOES 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-33106 UNITE CEMENT1TIOUS SURFACE LEVELING MATERIAL COLLECTED FROM THE CINDER 

BLOCK UALL, LOCATED ABOUT 40 1 FEET EAST OF THE ENTRANCE. 



NCM ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33107 WHITE CEHEHTITIOUS SURFACE LEVELING MATERIAL COLLECTED FROM THE CINDER 

BLOCK UALL, LOCATED ABOUT 50* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33106 WITE CEMEUTUIOUS SURFACE LEVEL 1 HC MATERIAL COLLECTED FROM THE C1U0CR 

BLOCK UALL, LOCATED 55' FEET EAST OF THE ENTRANCE. 



ttOK ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33109 



GREY JOINT TAPE MATERIAL ON SEAMS OF UALLBOARD COLLECTED FROM ABOUT 35' 
FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



U7C-33110 



GREY JOINT TAPE MATERIAL ON SEAMS OF UALLBOARD COLLECTED FROM ABOUT 35' 
FEET EAST OF THE ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/21/9Z 



VTC-33U1 



GREY JOINT TAPE MATERIAL OH SEAMS OF UALLBOARD COLLECTED FROM ABOUT 35* 
FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33112 



UNITE JOINT FILLER MATERIAL ON SEAMS OF UALLBOARD COLLECTED FROM ABOUT 
35* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33113 



UNITE JOINT FILLER MATERIAL OH SEAMS OF UALLBOARD COLLECTED FROM ABOUT 
35* FEET EAST OF THE ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-331U 



WHITE JOINT FILLER MATERIAL ON SEAMS OF UALLBOARD COLLECTED FROM ABOUl 
35* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33115 



BLACK CABLE URAP MATERIAL COLLECTED FROM THE MEDIUM GAUGE WIRES LOCATED 
ABOUT tt« FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



DRAFT COPT ISSUED OS/15/92 



PORT AUTHORITY Of NT I HJ 
ASBESTOS MANAGEMENT DIVISIOH 
SAMPLE LOCATIONS 



DEPORT 0 632 
SURVEY 0 001 



\C1LITY; WORLD TRADE CENTER 
.OCATlUt: CONCOURSE 

AREA DESCRIPTION: BAKER'S WOMEN'S SHOES 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 

WTC-33116 



LOCATION 

PIPE FITTING INSULATION DEBRIS MATERIAL COLLECTED FROM AH ELBOW LOCATED 
90' FEET EAST OF THE ENTRANCE. 



RESULT 

NOW ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33117 



SLACK DUCTING FLEX DAMPER MATERIAL COLLECTED FROM ABOUT 90 « FEET EAST OF 
THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33118 



GREY DUCT SEAMS CAULKING MATERIAL COLLECTED FROM ABOUT 90' FEET EAST OF 
THE ENTRANCE. 



5X CHRTSOTILE ASBESTOS 
SAMPLE DATE: 02/21/92 



WTC-33119 



4" BLACK UAL L BOARD HOLDING MATERIAL COLLECTED FROM THE BASE OF THE 
COLUMN LOCATED ABOUT 60' FEET EAST OF THE ENTRANCE. 



WON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33120 



4" BLACK UAL L BOARD HOLDING MATERIAL COLLECTED FROM THE BASE OF THE UALL 
LOCATED ABOUT 75' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33121 



4" BLACK UALLBOARD HOLDING MATERIAL COLLECTED FROM THE BASE OF THE UALL 
LOCATED ABOUT 85' FEET EAST OF THE ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33122 



4" BROUN' UALLBOARD MOLDING MATERIAL COLLECTED FROM THE BASE OF THE UALL 
LOCATED ABOUT 30* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33123 



4« BROW UALLBOARD MOLDING MATERIAL COLLECTED FROM THE BASE OF THE UALL 
LOCATED ABOUT 25' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE OATE: 02/21/92 



UTC-33124 



4" BROUN UALLBOARD HOLDING MATERIAL COLLECTED FROM THE BASE OF THE UALL 
LOCATED ABOUT 40' FEET EAST OF ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33125 



TAN COLORED WALLPAPER COVERING MATERIAL COLLECTED FROM THE SHEETROCK 
WALLS LOCATED ABOUT 40' FEET EAST OF THE ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33126 



TAN COLORED WALLPAPER COVERING MATERIAL COLLECTED FROM THE SHEETROCK 
WALLS LOCATED ABOUT 40' FEET EAST OF THE ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHOR ITT OF NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 632 
SURVEY ff 001 



iCILITT: WORLD TRADE CENTER 
LOCATION: CONCOURSE 

AREA DESCRIPTION: BAKER'S WOMEN'S SHOES 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-33127 



TAN COLORED UAL LP APE R COVERING MATERIAL COLLECTED FROM THE SHEET ROCK 
WALLS LOCATED ABOUT U>< FEET EAST OF THE ENTRANCE. 



NOW ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33128 



ORANGE COLORED UAL L PAPER COVERING MATERIAL COLLECTED FROM THE SHEETROCK 
WALL LOCATED ABOUT 35' FEET EAST OF THE ENTRANCE. 



NOW ASBESTOS 

SAMPLE DATE: 02/21/92 



W7C-33129 



ORANGE COLORED WALLPAPER COVERING MATERIAL COLLECTED FROM THE SHEETROCK 
MAIL LOCATED ABOUT 35* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33130 



ORANGE COLORED WALLPAPER COVERING MATERIAL COLLECTED FROM THE SHEETROCK 
WALL LOCATED ABOUT 35' FEET EAST OF THE ENTRANCE. 



WON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-33131 



WHITE CEMENTITIOUS MOLDING I SEAMS SEALING MATERIAL COLLECTED FROM WHERE 
THE WASTE WATER TUB AND THE GALVANIZED WASTE WATER LINE PIPE CONNECT. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



WTC-3313Z 



RUSTED GALVANIZED PIPE MATERIAL COLLECTED FROM THE WASTE WATER LINE 
LOCATED ADJACENT TO THE WASTE WATER TUB. 



NON ASBESTOS 

SAMPLE DATE: 02/21/92 



DRAFT COPT ISSUED OS/lS/92 



PORT AUTHORITY OF MY I HJ 



ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOOT I QMS 



REPORT * 632 
SURVEY # 002 



\ClLlTt: WORLD TRADE CENTER 
LOCATION: CONCOURSE 
AREA DESCRIPTION: LERHERS STORE 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-33133 



2> X 4' WHITE CEILING TILE (WITH LARGE PERFORATIONS) MATERIAL COLLECTED 
ABOUT 20' FEET NORTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/21/92 



UTC-33134 



2* X 4» UNITE CEILING TILE (WITH LARGE PERFORATIONS) MATERIAL COLLECTED 
FROM ABOUT IS' FEET NORTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33135 



2> X 4' UNITE CEILING TILE (UITK LARGE PERFORATIONS) MATERIAL COLLECTED 
FROM ABOUT 5' FEET EAST OF THE HVAC ROOM. 



NOW ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -33134 



2* X 4* WHITE CEILING TILE (WITH LARGE PERFORATIONS) MATERIAL COLLECTED 
FROM ABOUT 5' FEET SOUTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -331 37 2' X 4* UNITE CEILING TILE (UITH LARGE PERFORATIONS) MATERIAL COLLECTED 

FROM ABOUT 15' FEET SOUTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -331 38 



2' X 4' WHITE CEILING TILE (UITH SMALL PERFORATION) MATERIAL COLLECTED 
FROM ABOUT 70' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33139 2' X 4' WHITE CEILING TILE (UITH SMALL PERFORATION) MATERIAL COLLECTED 

FROM THE DRESSING ROOM, ABOUT 85* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33140 



2' X 4* WHITE CEILING TILE (UITK SMALL PERFORATIONS) MATERIAL COLLECTED 
FROM ABOUT 35 » FEET EAST OF THE ENTRANCE . 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33141 



2* X 4* WHITE CEILING 11LE (WITH SMALL PERFORATIONS) MATERIAL COLLECTED 
FROM ABOUT 30* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC'33142 



2* X 4' WHITE CEILING TILE (UITH SMALL PERFORATIONS) MATERIAL COLLECTED 
FROM ABOUT 45* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



DRAFT COPY ISSUED 05/15/9? 



ACUITY: WORLD TRADE CENTER 
LOCATION: CONCOURSE 
AREA DESCRIPTION: LERKERS STORE 



PORT AUTHORITY OF HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOOT | QMS 



REPORT # 632 
SURVEY * 002 



BUt LD I KG: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-33143 BE ICE COLORED CARPET MASTIC MATERIAL (APPLIED OVER CONCRETE) COLLECTED 

FROM AKUT 70' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33144 BEIGE COLORED CARPET HAST I C MATERIAL (APPLIED OVER CONCRETE) COLLECTED 

FROM ABOUT 65* FEET EAST OF THE ENTRANCE. 



NOW ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33U5 IEIGE COLORED CARPET MASTIC MATERIAL (APPLIED OVER CONCRETE) COLLECTED 

FROM ABOUT 30* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



VK-33146 BEIGE COLORED CARPET MASTIC MATERIAL (APPLIED OVER CONCRETE) COLLECTED 

FROM ABOUT 30' FEET EAST OF THE ENTRANCE. 



NOD ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33147 BEIGE COLORED CARPET MASTIC MATERIAL (APPLIED OVER CONCRETE) COLLECTED 

FROM ABOUT IS' FEET SOUTH OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33148 WHITE CEMEHTITITOUS FLOOR LEVELING COMPOUND, SURFACING MATERIAL COLLECTED 

FROM ABOUT 15' FEET OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33149 WHITE CEMENTITICOS FLOOR LEVELING COMPOUND, SURFACING MATERIAL COLLECTED 

FROM ABOUT 5' FEET NORTH OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



VTC-33150 UNITE CEMET1TIOUS FLOOR LEVELING COMPOUND, SURFACING MATERIAL COLLECTED 

fftttt ABOUT W TEtl ttOMH W THE. EHTRWCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-331S1 



PAINTED ORANGE WALLPAPER MATERIAL COLLECTED FROM THE DRYVALL LOCATED AT 
ABOUT 75 • FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33152 



PAINTED ORANGE WALLPAPER MATERIAL COLLECTED FROM THE DRYVALL LOCATED AT 
ABOUT 75* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



( 



ORAFT COPY ISSUED 05/15/92 



PORT AUTHOR ITT OF NY j HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 632 
SURVEY * 002 



KILITY: WORLD TRADE CENTER 
. OCA T ION: CON COURSE 
AREA DESCRIPTION: LERHERS STORE 



BUILOING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



VTC-33153 



PAINTED ORANGE UAL I PAPER MATERIAL COLLECTED FROM THE DRYUALL LOCATED AT 
ABOUT 75* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



l/TC-33154 CARPET MOLDING MATERIAL (SECURING THE EDGE OF THE CARPET) COLLECTED FROM 

ABOUT 75' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33155 



CARPET MOLDING MATERIAL (SECURING THE EDGE OF THE CARPET) COLLECTED FROM 
ABOUT 10' FEET NORTH OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE OATE: 02/24/92 



WTC-33156 



CARPET MOLDING MATERIAL (SECURING THE EDGE OF THE CARPET) COLLECTED FROM 
ABOUT IS* FEET SOUTH OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE OATE: 02/24/92 



UTC-33157 4* X 8' SHEET GYPSUM UALLBOARO MATERIAL COLLECTED FROM ABOUT 30' FEET 

SOUTH OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE OATE: Q2/24/92 



WTC-33158 



4* X 8' SHEET GYPSUM UALLBOARO MATERIAL COLLECTED FROM ABOUT 65' FEET 
EAST OF THE ENTRANCE . 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33159 



4* X 8* SHEET GYPSUM UALLBOARD MATERIAL COLLECTED FROM ABOUT 7V fEET 
CAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE OATE: 02/24/92 



UTC-33160 



4' X A* SHEET GYPSUM UALLBOARO MATERIAL COLLECTED FROM ABOUT TO' FEET 
EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-3J161 



4 1 X 6' SHEET GYPSUM UALLBOARO MATERIAL COLLECTED FROM ABOUT 35* FEET 
NORTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UK -3 J 162 



4' X 6* SHEET GTPSUM UALLBOARD MATERIAL COLLECTED FROM ABOUT 15* FEET 
SOUTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHOR ITT Of NT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 632 
SURVEY f 002 



.CI L ITT: WORLD TRACE CENTER 
iOCAT tOH: CONCOURSE 
AREA DESCRIPTION: LERNERS STORE 



BUILD I KG; 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-33163 



4' X 8- SHEET CTPSLH WALL BOARD MATERIAL COLLECTED FROM ABOUT 20* FEET 
SOUTH OF THE HVAC ROOM. 



NOW ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33164 



4* X 8' SHEET CTPSLH UALLBOARO MATERIAL COLLECTED FROM ABOUT 25' FEET 
SOUTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33165 



UALLBOARO HOLDING MATERIAL COLLECTED FROM THE BASE OF THE DRYUALL 
LOCATED ABOUT 50' FEET SOUTHEAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33166 



UALLBOARD MOLDING MATERIAL COLLECTED FROM THE BASE OF THE ORTUALL 
LOCATED ABOUT 30* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33167 



UALLBOARO MOLDING MATERIAL COLLECTED FROM THE BASE OF THE DRYUALL 
LOCATED ABOUT 75 » FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-331&8 



JOINT TAPE MATERIAL COLLECTED FROM THE DRYUALL LOCATED ABOUT 30' FEET 
NORTH OF THE HVAC ROOM. 



MOM ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33169 



JOINT TAPE MATERIAL COLLECTED FROM THE DRYUALL LOCATED ABOUT 5* FEET 
EAST OF THE HVAC ROOM. 



NON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33170 



JOINT TAPE MATERIAL COLLECTED FROM THE DRYUALL LOCATED ABOUT 20* FEET 
EAST OF THE HVAC ROOM. 



NON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33171 



WHITE JOINT FILLER MATERIAL COLLECTED FROM THE DRYUALL LOCATED ABOUT 
30* FEET NORTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33172 



UNITE JOINT FILLER MATERIAL COLLECTED FROM THE DRYUALL LOCATED AT ABOUT 
5* FEET EAST OF THE HVAC ROOM. 



NON ASBESTOS 

SAMPLE DATE: 02/24/92 



QUA FT COPT ISSUED 05/15/92 



PORT AUTHOR ITT OF NY I HJ 
ASBESTOS MANAGEMENT 01V1SIOH 
iAHPLE LOCATIONS 



REPORT t 632 
SURVEY * 002 



CIL1TY: WORLD TRADE CENTER 
-OCAT I OH : CONCOURSE 
AREA DESCRIPTION: LERHERS STORE 



BU1LD1HG: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-33173 



WHITE JOINT FILLER KATERIAL COLLECTED FROM THE DRTUALL LOCATED ABOUT 20' 
FEET EAST OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33174 GREY WALL INSULATION MATERIAL ENCLOSING THE HVAC ROOK, COLLECTED FROM 

INSIDE THE HVAC ROOM (INNER LAYER). 



NON ASBESTOS 

SAMPLE DATE: 02/24/92 



VTC-33175 GREY WALL INSULATION MATERIAL ENCLOSING THE HVAC ROOM, COLLECTED FROM 

EAST OF THE HVAC ROOM. (OUTER LAYER > 



NON ASBESTOS 

SAMPLE DATE: 02/24/92 



VTC-33176 GREY UALL INSULATION MATERIAL ENCLOSING THE HVAC ROOM, COLLECTED FROM 

THE NORTH UALL OF THE HVAC ROOM (OUTER LAYER). 



NON ASBESTOS 

SAMPLE OATE: 02/24/92 



VTC-33177 



BLACK FLEX DUCT DAMPER MATERIAL COLLECTED JUST NORTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33179 



WHITE SENI-CEMEHTITIOUS MOLDED PIPE INSULATION MATERIAL COLLECTED FROM 
THE HOT WATER SUPPLY LINE LOCATED OUTSIDE THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33180 



WHITE 5EHI -CEMENT IT IOUS MOLDED PIPE INSULATION, MATERIAL COLLECTED FROM 
THE COLD WATER LINE LOCATED OUTSIDE OF THE HVAC ROOM. 



NON ASBESTOS 

SAMPLE OATE: 02/24/92 



WTC-33181 



WHITE SEMI-CEHENTITIOUS MOLDED PIPE FITTING INSULATION MATERIAL 
COLLECTED FROM THE HOT WATER SUPPLY PIPE LOCATED JUST OUTSIDE OF THE 
HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UK -33 182 



WHITE, SEMI-CEHEUTITIOUS MOLDED PIPE FITTING INSULATION MATERIAL 
COLLECTED FROM THE HOT WATER RETURN PIPE LOCATED JUST OUTSIDE OF THE 
HVAC ROOM. 



NON ASBESTOS 

SAMPLE OATE: 02/24/92 



WTC-3S1B3 



WHITE, Sem-CEMMTUIOUS MOLDED PIPE HTT1MG, lWSULMlOU MATERIAL 
COLLECTED FROM THE COLD WATER PIPE LOCATED JUST OUTSIDE OF THE HVAC 
ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



DRAFT COPT ISSUED 05/15/92 



POUT AUTHOR ITT OF MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT f 632 
SURVEY * 002 



"ACUITY: WORIO TRADE CENTER 

.OCAUDN: CONCOURSE 

AREA DESCRIPTION: LERHERS STORE 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 

UK -131 54 



LOCATION 

WHITE, SEMI-CEKEKT1TIOUS MOLDED PIPE FITTING INSULATION HATER 1 AL 

COLLECTED FROM THE COLO WATER PIPE LOCATED JUST OUTSIDE OF THE HVAC 
ROOM. 



RESULT 

KM ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33185 



UNITE, PIPE THREADING MATERIAL COLLECTED FROM THE ELBOW OF A PIPE 
LOCATEO JUST OUTSIDE OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-3J186 



HVAC FILTER MATERIAL COLLECTED FROM THE HVAC INTAKE LOCATED IN THE HVAC 
ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33187 



12" X 12" WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT 65* FEET EAST 
OF THE ENTRANCE. 



5X CKRYSOTILE ASBESTOS 
SAMPLE DATE: 02/24/92 



VTC-3316S 



12* X 12" WHITE FLOOR TILE MATERIAL COLLECTED FROM ABOUT 75' FEET EAST 
OF THE ENTRANCE. 



SX CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 02/24/92 



WTC-33189 



\2 m X 12** WHITE FLOOR TILE MATERIAL COLLECTED FROM THE ROOM LOCATED 
ABOUT 15 • FEET SOUTH OF THE HVAC ROOM. 



5X CHRYSOTUE ASBESTOS 
SAMPLE DATE: 02/24/92 



WTC-33190 



FLOOR TILE MASTIC MATERIAL FOR 12" WHITE FLOOR TILE COLLECTED FROM ABOUT 
65* FEET EAST OF THE ENTRANCE. 



WON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33191 



FLOOR TILE MASTIC MATERIAL FOR 12" WHITE FLOOR TILE COLLECTED FROM ABOUT 
7*5 FEET EAST Of THE ENTRANCE . 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



WTC-33192 



FLOOR TILE MASTIC MATERIAL FOR 12" WHITE FLOOR TILE COLLECTED FROM A 
ROOM LOCATED ABOUT 15* FEET SOUTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE OATE: 02/24/92 



WTC-33193 WHITE, TROWEL ED -ON FIREPROOFING MATERIAL COLLECTED FROM THE UNDERSIDE 

OF THE 8EA* LOCATED ABOUT 15* FEET NORTHEAST OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY OF NT I MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 632 
SURVEY # 002 



CILITY: UORLO TRADE CENTER 
JCAT10H: CONCOURSE 
AREA DESCRIPTION: LERHERS STORE 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



tfTC-33194 



WHITE, TROUELEO-ON F I REPROOFING KATERIAL COLLECTED FROM THE UNDERSIDE OF 
THE BEAM LOCATED ABOUT 15* FEET NORTHEAST OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33195 WHITE, TROUELED-ON F I REPROOFING MATERIAL COLLECTED FROM THE LWDERS1PE OF 

THE BEAM LOCATED ABOUT 15* FEET NORTHEAST OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



l/TC-33196 



GREY SPRAYED -ON FIREPROOFING MATERIAL COLLECTED FROM THE SIDE OF THE 
BEAM LOCATED ABOUT 15* FEET NORTHEAST OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33197 



GREY SPRAYED -ON FIREPROOFING MATERIAL COLLECTED FROM THE BEAM LOCATED 
ABOUT 10* FEET NORTHEAST OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE OATE: 02/24/92 



WTC-3319a 



GREY SPRAYED -ON FIREPROOFING MATERIAL COLLECTED FROM THE BEAM LOCATED IN 
THE ROOM AT ABOUT 30' FEET SOUTH OF THE HVAC ROOM, 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33199 



GREY SPRAYED -ON FIREPROOFING MATERIAL COLLECTED FROM THE BEAM LOCATED 
ABOUT 7V FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-33200 



GREY SPRAYED -OH FIREPROOFING MATERIAL COLLECTED FROM THE BEAM LOCATED 
ABOUT 70* FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



U1C -33201 



GREY SPRAYED-ON FIREPROOF ING MATERIAL COLLECTED FROM THE BEAN LOCATED 
ABOUT 35* FEET SOUTHEAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



VTC-33202 



GREY SPRAYED-ON FIREPROOFING MATERIAL COLLECTED FROM IKE BEAM LOCATED 
ABOUT 4V FEET SOUTHEAST OF THE ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC- 33203 



GREY SPRAYED-ON FIREPROOFING MATERIAL COLLECTED FROM. THE BEAM LOCATEO 
ABOUT 10' FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



DRAFT COPY ISSUED 05/15/92 



POUT AUTHORITY OF NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 632 
SURVEY i 002 



'ACUITY: LCALD TRADE CENTER 
JCATIOH: CONCOURSE 
AREA DESCRIPTION: LERHEXS STORE 



BUILDING: 

FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-33204 



FALLOUT MATERIAL COLLECTED FROM THE GREY SPRAYED -OH FIREPROOF! KG FROM 
THE TOP OF THE CEILING TILE LOCATED ABOUT 45' FEET SOUTHEAST OF THE 
ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC-3J205 PIPE SEAN CAULKING MATERIAL COLLECTED FROM THE GALVANIZED PIPE OF THE 

WASTE LINE, LOCATED AT ABOUT 20' FEET NORTH OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -33206 



HVAC BELT MATERIAL COLLECTED FROM JUST OUTSIDE OF THE HVAC ROOM. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -33207 



BROUN UALL HOLDING MATERIAL COLLECTED FROM THE COLUMNS LOCATED ABOUT 65' 
FEET EAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -33208 



BROUN UALL MOLDING MATERIAL COLLECTED FROM THE COLUMNS LOCATED AT ABOUT 
75' FEET SOUTHEAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



UTC -33209 



BROUN UALL MOLDING MATERIAL COLLECTED FROM THE COLUMNS LOCATED AT ABOUT 
35' FEET CAST OF THE ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 02/24/92 



r 



DRAFT COPY ISSUED 05/15/9? 



POUT AUTHOR 1 TT OF ttt 1 MJ 
ASBESTOS KAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 677 
SURVEY M 001 



'ACUITY: WORLD TRADE CEUTER 

OCA T I OH: TOP OF ELEVATOR CAR 
AREA DESCRIPTION: SKY LOBBY ELEVATOR 



BUILDING: 1 
FLOOR: 78 



SAMPLE 
NUMBER 



LOCAT IOM 



RESULT 



WTC-333S4 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR 12 LOCATED AT 
mC 78TH FLOOR SKYL08BY ELEVATOR SHAFT. 



10X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/10/92 



VTC-33355 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR # 12 LOCATED AT 
ItfTC TftTH FLOOR SKYLOBBY ELEVATOR SHAFT. 



15X CHRYSOTILE ASBESTOS 
SAMPLE OATE: 03/10/92 



UK- 33356 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR • U LOCATED AT 
ItfTC 7BTH FLOOR SKYLOBBY ELEVATOR SHAFT. 



HON ASBESTOS 

SAMPLE DATE: 03/10/92 



WTC-33357 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR f 21 LOCATED AT 
1WTC 78TH FLOOR SKY LOBBY ELEVATOR SHAFT. 



5% CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/10/92 



WTC-33358 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF CAR * 21 LOCATED AT 
1UTC 78TH FLOOR SKYLOBBY ELEVATOR SHAFT. 



SX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/10/92 



PHAFT COPY ISSUED OS/1S/9Z 



PORT AUTHORITY OF HY t HJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 677 
SURVEY tt 002 



'ACUITY: UORLD TRADE CEMTER 

>CATIOU: ELEVATOR CAR # 21 BUILDING: 1 

AREA DESCRIPTION: SO LOG BY ELEVATOR FLOOR: 78 



SAMPLE 

NUMBER IOCATIOH 1 RESULT 

UK -31377 FLUFFY FALLOUT MATERIAL COLLECTED FROM THE 1HS1DE Of CM I 21. HON ASBESTOS 

SAMPLE DATE: 03/12/92 



DRAFT COPY ISSUED 05/15/92 



ClLITY: WORLD TRADE CENTER 
jCATION: 8-2 LEVEL / ELECTRICAL SHOP 
AREA DESCRIPTION: ELEVATOR PIT # 20 * 21 



PORT AUTHORITY OF MY t WJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCAT IONS 



REPORT 0 677 
SURVEY # 003 



BUILDING: 1 

FLOOR: 1-2 LEVEL 



SAMPLE 
NUMBER 

WTC- 33576 
UTC-33577 



LOCAT IOW 

UHITE FLUFFY MATERIAL COLLECTED FROM THE PULLEY LOCATED ON CAR # 20. 



WHITE FLUFFY MATERIAL COLLECTED FROM THE MACHINERY LOCATED ADJACENT TO 
CAR * 21. 



RESULT 

HON ASBESTOS 

SAMPLE DATE: 03/16/92 

NOM ASBESTOS 

SAMPLE DATE: 03/16/92 



VTC- 3357a 



81ACK GRANULAR MATERIAL COLLECTED FROM THE GROUND IN FRONT OF CAR « 20 L 
21. 



5% CHRYSOT I L.E ASBESTOS 
SAMPLE DATE: 03/16/92 



UTC-33S79 



UHITE FLUFFY MATERIAL COLLECTED FROM THE LEDGE OF CAR * 20. 



20X CHRYSOT I LE ASBESTOS 
SAMPLE DATE: 03/16/92 



UTC-335BO 



UHITE FLUFFY MATERIAL COLLECTED FROM THE LEDGE OF CAR V 21 . 



HON ASBESTOS 

SAMPLE DATE: 03/16/92 



DRAFT COPY ISSUED 05/16/92 



PORT AUTHORITY OF NT t HJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT # 679 
SURVEY $ 001 



ACILITY: WORLD TRADE CENTER 
JCATION: OH TOP OF THE ELEVATOR CAR #344 
AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 44 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-33054 



FLUFFY WHITE FIREPROOF I NO FALLOUT MATERIAL COLLECTED FROM OEBRIS LOCATED 
OH TOP OF THE CAR # 3. 



35X CHXYSOTILE ASBESTOS 
SAMPLE DATE: 02/18/92 



WTC -33055 



FLUFFY WHITE f I REPROOFING FALLOUT MATERIAL COLLECTED FROM DEBRIS LOCATED 
OH TOP OF CAR • 4. 



20X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 02/18/92 



DRAFT COPY ISSUED 05/1B/9Z PORT AUTHORITY OF HY I HJ REPORT i 679 

ASBESTOS MANAGEMENT DIV1S10H SURVEY # 001 
SAMPLE LOCATIONS 

ILHt: WORLD TRADE CENTER 

-AT I ON: TOP OF THE ELEVATOR CARS * 1, S t 11 BUILDING: 1 

AREA DESCRIPTION: SCY LOBBY ELEVATORS FLOOR: « 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



VTC-33216 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR CAR t 1, 
(IDENTICAL TO SPRAY-ON F (REPROOFING). 



3SX CKRYSOTILE ASBESTOS 
SAMPLE DATE: 02/25/92 



tfTC-33218 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE TOP OF THE ELEVATOR CAR * 11 
(IDENTICAL TO SPRAY -ON f IREPROOFING). 



30% CHRTSOT I LE ASBESTOS 
SAMPLE DATE: 02/25/92 



DRAFT COPY ISSUED 05/15/92 



PORT AUTHOR I TT Of HY 1 NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 30 
SURVEY * 001 



ACUITY: UORLO TRADE CENTER 
.OCATION: OLD SHE ARSON LEHMAN 
AREA DESCRIPTION: STORAGE AREA, 268 LEVEL 



BUILDING: 2 

FLOOR: LEVEL B-4 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC- 28746 



12"*12" FLOOR TILE SAMPLE COLLECTED FROM OLD SHEAR SON LEHMAN STORAGE 
AREA UITHIN RECTANGLE. 



5X CKRYSOTILE ASBESTOS 
SAMPLE DATE: 02/14/91 



UTC- 28747 



BLACK MASTIC ADHESIVE SAMPLE COLLECTED FROM OLD SHEAR SON LEHMAN STORAGE 
AREA UITHIN RECTANGLE. 



NOH ASBESTOS 

SAMPLE DATE: 02/14/91 



UTC- 28748 



12-X12" FLOOR TILE SAMPLE COLLECTED FROM OLD SHEAR SON LEHMAN STORAGE 
AREA OUTSIDE RECTANGLE. 



5X CKRYSOTILE ASBESTOS 
SAMPLE DATE: 02/14/91 



UTC-28772 



BLACK MASTIC ADKHESIVE SAMPLE COLLECTED FROM OLD SHE ARSON LEHMAN STORAGE 
AREA OUTSIDE RECTANGLE. 



HON ASBESTOS 

SAMPLE OATE: 02/14/91 



DRAFT COPT ISSUED 05/1S/92 



PORT AUTHORITY Of HT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT ff 32 
SURVEY # 001 



; J L I TT : WORLD TRADE CENTER 
lOCATlOU: 1ST BOSTON 
AREA DESCRIPTION: 



BUI 10 IMG: 

FLOOR: LEVEL B-3 



SAMPLE 

NUMBER LOCATION RESULT 

UTC-2S773 12-X12- YELLOU FLOOR TILE SAMPLE TAKEN IN CORRIDOR OF 1ST BOSTOH OH 1-31 CHRYSOTllE ASBESTOS 

LEVEL B-3. SAMPLE DATE: 02/14/91 



PRAFT COPY ISSUED 05/15/92 



PORT AUTHORITY OF HY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAHPLE LOCATIONS 



REPORT * 33 
SURVEY 0 001 



:IL1TY: WORLD TRADE CENTER 
LOCATION: RANDOM VARIOUS LOCATIONS FROM THE FLOOR 
AREA DESCRIPTION: WEST SIDE OFFICE AREA 



BUILDING: 2 
FLOOR: 27 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



OTC-28127 YELLOU 1Z"X12" FLOOR TILE COLLECTED AT INTERSECTION OF COLUMNS 411 AND 

353. 



1SX CHRYSOTILE ASBESTOS 
SAHPLE DATE: 01/07/91 



r 



DRAFT COPT ISSUED 05/15^92 



PORT AUTHOR ITT OF NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT « 66 
SURVEY t 001 



iCILITY: WORLD TRADE CENTER 
-OCATION: 
AREA DESCRIPTION: 



BUILDINC: 2 
FLOOR: LOBBY 



SAMPLE 

NUMBER LOCATION RESULT 

tfTC-28fl55 DARK GRAYISH THERMO INSULATION MATERIAL COLLECTED FROM A PIPE COUPLING HON ASBESTOS 

JUST ABOVE CEILING OPENING. SAMPLE DATE: 02/21/91 

UTC-2M56 LIGHT GRAYISH SPRAYED OH SURFACING MATERIAL COLLECTED FROM A BEAM JUST HON ASBESTOS 

ABOVE CEILING OPENING IN ELEVATOR LOBBY. SAMPLE DATE: 02/21/91 



PRATT COPY ISSUED 0S/U/9Z 



PORT AUTHOR ITT OF NY & HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 102 
SURVEY f 00 1 



ACILITT: UORLD TRADE CENTER 
LOCATION: NORTHEAST QUADRANT 

AREA DESCRIPTION: LOBBY CEILING, (MEZZANINE) 



BUILDING: 2 
riOOR: LOBBY 



SAMPLE 
NUHBER 



LOCATION 



RESULT 



R-VTC-1000 WHITE CEHEttTITlOUS MATERIAL COLLECTED FROM THE FIRST LATER Of THE UNDER - 

HANG OF THE MEZZANINE LOCATED AT THE NORTHEAST QUAD. 



HON ASBESTOS 

SAMPLE DATE: 03/22/91 



l-UTC-1001 GREY CEMENT I TIOUS MATERIAL COLLECTED FROH THE UNDERHANG OF THE MEZZANINE 

LOCATED AT THE NORTHEAST QUAD. 



HON ASBESTOS 

SAMPLE DATE: 03/22/91 



R-UTC-100Z TAN CEMENTI TIOUS MATERIAL COLLECTED FROM THE SECOND LAYER OF THE UNDER- 

HANG OF THE MEZZANINE LOCATEO AT THE NORTHEAST QUAD. 



HON ASBESTOS 

SAHPLE DATE: 03/22/91 



R-UTC-1003 



WHITE FLUFFY MATERIAL COLLECTED FROM THE CEILING LOCATED INSIDE THE 
MEZZANINE AT THE NORTHEAST QUAD. 



TRACE CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 03/22/91 



R-UTC-1004 



UHITE FLUFFY MATERIAL COLLECTED FROH A SUPPORT BEAM RUNNING EAST TO WEST 
LOCATED INSIDE THE MEZZANINE AT THE NORTHEAST QUAD. 



HON ASBESTOS 

SAMPLE DATE: 03/22/91 



R-UTC-1005 



UHITE FLUFFY MATERIAL COLLECTED FROM A SUPPORT BEAM RUNNING NORTH TO 
SOUTH LOCATEO INSIDE THE MEZZANINE AT THE NORTHEAST QUAD. 



TRACE CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 03/22/91 



R-UK-1006 GREY CEMENT IT IOUS MATERIAL COLLECTED FROM A SUPPORT BEAM RUNNING EAST TO 

WEST LOCATED INSIDE THE MEZZANINE AT THE NORTHEAST QUAD. 



5 OX CHRYSOT ILE ASBESTOS 
SAMPLE DATE: 03/22/91 



N OTE: Th* symbol Mans: Less than. "TRACE" means a barely perceivable anoint of asbestos that is lest than the USEPA limit 
for asbestos. 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY Of NY & NJ 
ASBESTOS MANAGEMENT P1VIS10H 
SAMPLE LOCATIONS 



REPORT * 
SURVEY « 



102 
001 



.CILITT ; UORLD TRADE CENTER 
LOCATION: SOUTHWEST OUADRANT BT FEDERAL EXPRSS 
AREA DESCRIPTION: LOBBY CEILING, (HEZZANI HE) 



BUILDING: 2 
FLOOR: LOBBY 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-UTC-1007 UHITE FLUFFY MATERIAL COLLECTED FROM THE SOUTHWEST SUPPORT BEAM LOCATED 

INSIDE THE MEZZANINE AT THE SOUTHWEST QUAD. 



NON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC-1008 CEKENTITIOUS MATERIAL COLLECTED FROM THE SOUTHWEST SUPPORT BEAM LOCATED 

INSIDE THE MEZZANINE AT THE SOUTHWEST QUAD. 



3SX CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/23/91 



R-UTC-1009 UHITE FLUFFY MATERIAL COLLECTED FROM THE CEILING LOCATED INSIDE THE 

MEZZANINE AT THE SOU T HUE ST QUAD. 



TRACE CHRYSOTILE ASBESTOS 
SAMPLE OATE: 03/23/91 



R-UTC-1O10 UHITE FLUFFY MATERIAL COLLECTED FROM THE SOUTHEAST SUPPORT BEAM LOCATED 

INSIDE THE MEZZAN1HE AT THE SOUTHWEST QUAD. 



HON ASBESTOS 

SAMPLE DATE: 03/23/91 



R-UTC- 1011 



UHIIE FLUFFY MATERIAL COLLECTEO FROM THE TOP OF THE SOUTHEAST SUPPORT 
BEAM LOCATED INSIDE THE MEZZAN INIE AT THE SOUTHWEST QUAD. 



15% CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/23/91 



R-UTC- 1012 



UHITE CEMENT ITIOUS MATERIAL COLLECTED FROM THE BOTTOM OF THE SOUTHWEST 
SUPPORT BEAM LOCATED INSIDE THE MEZZANINE AT THE SOUTHWEST QUAD. 



50X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 03/23/91 



N OTE: The symbol "<" means: Less thin. "TRACE" means a barely perceivable amoLffit of asbestos that is less than the USEPA limit 
(or asbestos. 



DRAFT COPT ISSUED 05/U/92 



PORT AUTHORITY OF WT I HJ 
ASBESTOS HAHAGEHEHT DIVISION 
SAMPLE LOCATIOHS 



REPORT * UO 
SURVEY • 009 



C1LITV: UORLO TRADE CENTER 

.OCATION: BUILDING: 2 

AREA DESCRIPTION: SUB-LEVEL ELEVATORS SHAFT/CARS K3-KS FLOOR: 1-B-6 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-2U7C- 30000 CEHENTITIOUS MATERIAL COLLECTED FROH A 13" BEAM LOCATED ON THE NORTH 

EAST CORNER OF THE ELEVATOR SHAFT FOR CAR MK-5 AT THE TOP OF THE 61 
FLOOR. 



HON ASBESTOS 



R-2UTC-30001 CEHENTITIOUS MATERIAL COLLECTED FROH A 13'* BE AH LOCATED ON THE NORTH 

EAST CORNER OF THE ELEVATOR SHAFT FOR CAR «-5 AT THE TOP OF FLOOR B3. 



WOW ASBESTOS 



R-2U1C- 30002 CEHEHTlllOUS MATERIAL COLLECTED FROM A 13" BEAM LOCATED CM THE NORTH 

EAST CORNER OF THE ELEVATOR SHAFT FOR CAR *K-5 AT THE TOP OF FLOOR 85. 



HON ASBESTOS 



R-2UIC-30003 CEHENTITIOUS PATCHING MATERIAL COLLECTED FROM THE WEST WALL LOCATEO ON 

THE CENTER OF THE ELEVATOR SHAFT FOR CAR *K-5 AT THE TOP OF FLOOR 8-5. 



HON ASBESTOS 



( 



f 



DRAFT COPT ISSUED Q5/U/92 POflT AUTHORITY Of NT I HJ REPORT « 117 

ASBESTOS MANAGEMENT DIVISION SURVEY * 001 
SAMPLE LOCATIONS 

\CIL11Y: UORLO TRADE CENTER 

tOCATlOH-. 8UU01HC: 

AREA DESCRIPTION: TRADE INK RESTURANT - REAR OF COFFEE HOUSE FLOOR: Bi 



SAMPLE 
NUMBER 



R-UTC-3008 



LOCATION 

GREY TROULED-OH MATERIAL COLLECTED FROM THE DUCT SEAM LOCATED IN THE 
CENTER OF THE BACK KALLUAV. 



RESULT 

NON ASBESTOS 



R-UTC-3009 



CREY TROULED-ON MATERIAL COLLECTED FROM THE DUCT SEAM LOCATED ON THE 
NORTH SIDE OF THE BACK HALLUAY. 



NON ASBESTOS 



R-UTC-3010 CRET TROULED'ON MATERIAL COLLECTED FROM THE DUCT SEAM LOCATED ON THE 

BASE OF THE FAN UNIT [N THE BACK HALLUAY. 



NON ASBESTOS 



R-UTC-3011 WHITE MOLDED PAD MATERIAL COLLECTED FROM A DUCT LOCATED AT THE NORTH END 

OF THE BACK HALLUAY. 



NON ASBESTOS 



R-U1C-3012 WHITE HOLD ED PAD MATERIAL COLLECTED FROM A DUCT LOCATED IN THE CENTER OF 

THE BACK HALLUAY . 



NON ASBESTOS 



R-UTC-3013 UKITE MOLDED PAD -MATERIAL COLLECTED FROM A DUCT LOCATED IN THE SOUTH 

sioe of the back haiauay. 



HON ASBESTOS 



rf-UTC-3014 



FIBROUS MATERIAL COLLECTED FROM A VIBRATION DAMPER LOCATED IN THE CENTER 
OF THE BACK HALLUAY. 



95% CHRYSOT ILE ASBESTOS 



R-UTC-3015 PLASTER BOARD MATERIAL COLLECTED FROM THE UEST UALL LOCATED IN THE SOUTH 

SIDE OF THE BACK HALLUAY. 



NON ASBESTOS 



R-UTC-3016 CEMENTITIOUS MATERIAL COLLECTED FROM A PATCH LOCATED ON THE EAST WALL 

NEXT TO THE MANAGERS OFFICE DOOR. 



HON ASBESTOS 



R-UIC-3017 PLASTER BOARD MATERIAL COLLECTED FROM THE EAST UALL LOCATED IN THE 

CENTER OF THE BACK HALLUAY. 



NON ASBESTOS 



R-UTC-301B OUTER COVERING MATERIAL COLLECTED FROM A 4" 0.0. PIPE LOCATED NEXT TO 

THE FAN UNIT IN THE CENTER OF THE BACK HALLUAY. 



NON ASBESTOS 



R-U1C-3019 



CEMENTIT10US PATCHING MATERIAL COLLECTED FROM THE EAST UALL LOCATED NEXT 
TO THE DOUBLE ENTRANCE OOORS OF THE HALLUAY. 



NON ASBESTOS 



DRAFT COPY ISSUED 05/U/9Z PORT AUTHORITY OF HI I HJ REPORT « 117 

AS9ESTOS HAHAGEHEHT DIVISION SURVEY # 002 

sample vocations 

:iLITY: WORLD TRADE CENTER 

.dCAIIOH: BUILDING: 

AREA DESCRIPTION: COFFEE HOUSE - TRADE - INM RESIURANT FLOOR: B( 



SAMPLE \ 

NUMBER LOCATION RESULT 



R-UIC-3020 MASTIC MATERIAL COLLECTED FROM UNDER A CRET 12" X 12" TILE LOCATED BY HON ASBESTOS 

THE UEST UALL , SOUTH SIDE 



OB* F T COPT ISSUED 0S/U/9Z 



PORT AUTHORITY OF NY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 117 
SURVEY * 003 



VC I L I T Y : WORLD TRADE CENTER 
LOCATION: 

AREA DESCRIPTION: KITCHEN AREA - TRADE- INK REST 



BUILDING: 
FLOOR: B4 



SAMPLE 
NUMBER 

R-UTC-3021 



LOCATIQH 

UHITE PLASTER MATERIAL COLLECTED FROM THE UEST WALL LOCATED BY THE SOUTH 
EHTRANCE. 



RESULT 



HON ASBESTOS 



R-UTC-3022 



CEHEHTITIOUS MATERIAL COLLECTED FROM A OUCT ENCASEMENT LOCATED IN THE 
NORTH UEST CORNER. 



HON ASBESTOS 



R-UTC-30Z3 



UKtTE PLASTER MATERIAL COLLECTED FROM THE CEILING LOCATED IN THE SOUTH 
EAST CORNER BY THE SPRINKLER HEAD. 



HON ASBESTOS 



DRAFT COPY ISSUED 05/15/92 



PORT AUTHORITY Of MY I HJ 
ASBESTOS MAMAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT * 223 
SURVEY * 001 



:iL1TY: UORLD TRADE CEMTER 
LOCATION: 

AREA DESCRIPTION: NORTHWEST I SOUTHEAST RETURN AIR SHAFT 



IUILDING: 2UTC 
FLOOR: 75TH 



SAMPLE 
NUMBER 



LOCAT ION 



RESULT 



WTC-30023 



GRAY SPRAY ON FIREPROOFING IH NORTHWEST AIR SAFT ON COLUMN 15* LEFT OF 
ENTRANCE 



HON ASBESTOS 
SAMPLE DATE: 



06/14/91 



VTC- 30024 



TROWELED ON PATCH MATERIAL IH NORTHWEST AIR SHAFT ON COLUMN 15* LEFT OF 
ENTRANCE 



HON ASBESTOS 
SAMPLE DATE: 



06/H/91 



UTC-30025 



GRAY SPRAY OH FIREPROOFING IN NORTHWEST AIR SHAFT ON COLUMN 30* LEFT OF 
ENTRANCE 



HON ASBESTOS 
SAMPLE DATE: 



06/H/91 



WTC-30026 



GRAY SPRAY OH FIREPROOFING IN NORTHWEST AIR SHAFT ON COLUMN 30* LEFT OF 
ENTRANCE 



HON ASBESTOS 
SAMPLE DATE: 



06/14/91 



WTC-30027 



TROWELED ON PATCH MATERIAL IH NORTHWEST AIR SHAFT ON COLUMN 30* LEFT OF 
ENTRANCE 



HON ASBESTOS 
SAMPLE DATE: 



06/14/91 



DRAFT COPY ISSUED 05/15/92 



PORT AUTHORITY OF HT I HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT 0 
SURVEY 0 



369 



CILITY: WORLD TRADE CENTER 
-CATION: SOUTH TOWER 
AREA DESCRIPTION: TRUCK LEVEL 



BUILDING: 2 
FLOOR: B-1 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-32495 



GRAY UET PLASTER LICE MATERIAL COLLECTED FROM DUCT INSULATION LOCATED IN NON ASBESTOS 

A DUMPS TER 20 FEET FROM SOUTH TOWER UTC # 2 ENTRANCE. SAMPLE DATE: 



11/13/91 



UTC-32496 



WHITE BLOCK INSULATION COLLECTED FROM DUCT LOCATED IN A DUHPSTER 20 FEET NON ASBESTOS 

FROM SOUTH TOWER UTC ff 2 ENTRANCE. SAMPLE DATE: 



11/13/91 



WTC-3Z497 



WHITE BLOCK INSULATION COLLECTED FROM DUCT LOCATED IN A DUHPSTER 20 FEET NON ASBESTOS 

FROM SOUTH TOWER UTC f 2. SAMPLE DATE: 



11/13/91 



UTC -32498 



WHITE BLOCK INSULATION COLLECTED FROM DUCT LOCATED IN A DUHPSTER 20 FEET HON ASBESTOS 

FROM SOUTH TOWER UTC 0 2. SAMPLE DATE: 



11/13/91 



UTC- 32499 



BLACK FLEX DUCT DAMPER INSULATION COLLECTED FROM A DUCT IN A DUHPSTER 20 NON ASBESTOS 

FEET FROM SOUTH TOWER UTC* 2. SAMPLE DATE: 



11/13/91 



UTC -325 00 



BLACK FLEX DUCT DAMPER INSULATION COLLECTED FROM A DUCT IN A DUHPSTER 20 HON ASBESTOS 

FEET FROM SOUTH TOWER UTC 0 2. SAMPLE DATE: 



11/13/91 



iC-32501 



DEBRIS COLLECTED FROM DUCT INSULATION LAYING OH THE GROUND IN THE AREA 
SOUTH OF TOWER UTC 0 2 ENTRANCE. 



NON ASBESTOS 
SAMPLE DATE: 



11/13/91 



UTC- 32502 



DEBRIS COLLECTED FROM DUCT INSULATION LAYING ON THE GROUND IN THE AREA 
SOUTH OF TOWER UTC * 2 ENTRANCE. 



HON ASBESTOS 

SAMPLE DATE: 11/13/91 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY Of MY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



DEPORT f 441 
SURVEY f 001 



ICILlTY: WORLD TRADE CENTER 
.OCATIOH: VARIOUS LOCATION'S OH FLOOR 
AREA DESCRIPTION: MAIN PERIMETER AND CORE 



BUILDING: 2 
FLOOR: 27 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-28127 



YELLOW 12" X 12" FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
f 411 AND # 353. 



15X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



WTC-2B128 



■LACK MASTIC MATERIAL TAKEN FROM UNDER 12' X 12" YELLOW FLOOR TILE AT 
INTERSECTION OF COLUMNS # 411 AND 9 353. 



NOH ASBESTOS 

SAMPLE DATE: 01/07/91 



UTC-2B129 



YELLOW 12- X 12" FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
* 402 AND M 347. 



15X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



WTC- 28130 



BLACK MASTIC MATERIAL TAKEN FROM UNDER 12" X 12" YELLOW FLOOR TILE AT 
INTERSECTION OF COLUMNS * 402 AND * 347. 



TRACE CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



TC-28131 



YELLOW 12* X 12" FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
* 404 AND # 335. 



15X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



WTC-2S132 



BLACK MASTIC MATERIAL TAKEN FROM UNDER 12* X 12" TELLOW FLOOR TILE AT 
INTERSECTION OF COLUMNS * 404 AND 1 135. 



HON ASBESTOS 

SAMPLE DATE: 01/07/91 



WTC-28133 



YELLOW 12" X 12 H FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
# 408 AND » 305. 



15X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



U1C- 26134 



BLACK MASTIC MATERIAL TAKEN FROM UNDER 12" X 12" YELLOW FLOOR TILE AT 
INTERSECTION OF COLUMNS # 408 AMD f 305. 



HON ASBESTOS 

SAMPLE DATE: 01/07/91 



WTC-2B135 



YELLOW 12" X 12- FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
# 244 AND # 30S. 



15X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



WTC-2B136 



BLACK MASTIC MATERIAL TAKEN FROM UNDER FLOOR TILE FROM INTERSECTION OF 
COLUMNS « 244 AND 4 305. 



NON ASBESTOS 

SAMPLE DATE: 01/07/91 



WOTEj The syafcot mans: Less than. "TRACE" means a barely perceivable anoint of asbestos that is less than the USEPA \\m\x 
for asbestos. 



DBAFT COPY ISSUEO 05/1S/9? 



PORT AUTHORITY Of NT t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT I iU 
SURVEY f 001 



CILITY: WORLD TRADE CENTER 
JCAT10H: VARIOUS LOCATION** OH FLOOR 
AREA DESCRIPTION: MAIM PERIMETER AMD CORE 



BUILDING: 2 
FLOOR: 27 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC-28137 



TEL LOU 12- X 12" FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
• 221 AND f 150. 



15Jt CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



UTC-28138 



BLACK MASTIC MATERIAL TAKEN FROM UNDER FLOOR TILE FROM INTERSECTION 
COLUMN i 221 AND 9 ISO. 



HON ASBESTOS 

SAMPLE DATE; 01/07/91 



UTC-28139 



YELLOW 12" X 12" FLOOR TILE MATERIAL TAKEN AT INTERSECTION OF COLUMNS 9 
208 AMD C U5. 



15X CHRYOSTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



VTC-28K0 



BLACK MASTIC MATERIAL TAKEN FROM UNDER 12' X 12" YELLOW FLOOR TILE FROM 
INTERSECTION OF COLUMNS « 208 AND * 145. 



MOM ASBESTOS 

SAMPLE DATE: 01/07/91 



UTC-2BK1 



YE L LOU 12- X 12" FLOOR TILE MATERIAL TAKEN FROM INTERSECTION OF COLUMNS 
# 205 AND # 131. 



15% CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



.TC-28U2 



BLACK MASTIC MATERIAL TAKEH f ROM UHOER 12* X 12" YELLCM FLOOR TILE FROM 
INTERSECTION OF COLUMNS $ 205 AND * 131. 



HOK ASBESTOS 

SAMPLE DATE: 01/07/91 



UTC-28U3 TEL LOU 12- X 12- FLOOR TILE MATERIAL TAKEH FROM INTERSECTION OF COLUMNS 

• 110 AND # 452, 



15X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 01/07/91 



UTC-281U 



BLACK MASTIC MATERIAL TAKEN FROM UNDER 12" X 12" YELLOW FLOOR TILE AT 
INTERSECTION OF COLUMNS * 110 AND f 452. 



HON ASBESTOS 

SAMPLE DATE: 01/07/91 



DRAFT COPY ISSUED 05/15/92 



PORT AUTHORITY OF HT * HJ 
ASBESTOS MAHAGEHEHT DIVISION 
SAMPLE LOCATIONS 



REPORT f U4 
SURVEY « 



;1LITY: WORLD TRADE CEHTER 
-OCATIOH: 

AREA DESCRIPTION: ESCALATOR 



BUILDING: ZVTC 
FLOOR: CONCOURSE 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-29950 PLASTER, SOUTH SIDE Of ESCALATOR, 18' WEST OF EXIT DOUN. 



NON ASBESTOS 

SAMPLE DATE: 06/12/91 



UTC-29951 PLASTER, WEST SIDE (UNDER SIDE) OF ESCALATOR CENTER. 



NON ASBESTOS 

SAMPLE DATE: 06/12/91 



WTC-29952 PLASTER, WORTH SIDE OF ESCALATOR, IS 1 WEST Of ENTRANCE UP. 



NON ASBESTOS 

SAMPLE DATE: 06/12/91 



DRAFT COPY ISSUED 05/18/92 



PORT AUTHOR ITT OF HT 1 NJ 
ASBESTOS HAH AGE HE HT DIVISION 
SAMPLE LOCATIONS 



REPORT # 445 
SUA VET 0 



ACUITY: WORLD TRADE CEHTEft 
.OCATIOH: 

AREA DESCRIPTION: RETURN AIR SHAFT NORTHWEST & SOUTHEAST 



BUILDING: 2UTC 
FLOOR: 75 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



WTC-30023 



NORTHWEST AIR SHAFT GRAT SPRAY-ON FIREPROOFING ON COLUMN 15* LEFT OF 
ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC-30024 



NORTHWEST AIR SHAFT TROWELED ON PATCH MATERIAL OM COLUMN 15* LEFT OF 
ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE: 06/K/91 



UTC-30025 



NORTHWEST AIR SHAFT GRAY SPRAY-ON FIREPROOFING OH COLUMN 30' LEFT OF 
EHTRAKCE. 



NON ASBESTOS 

SAMPLE DATE: 06/14/9* 



WTC-30026 



NORTHWEST AIR SHAFT GRAY SPRAY-ON FIREPROOF 1NG ON COLUMN 30' LEFT OF 
EHTRAKCE. 



NOH ASBESTOS 

SAMPLE DATE: 06/14/91 



WTC-30027 



NORTHWEST AIR SHAFT TROWELED ON PATCH MATERIAL COLUMN 30' LEFT OF 
ENTRANCE. 



NON ASBESTOS 

SAMPLE DATE : 06/14/91 



DRAFT COPT ISSUED 05/15/92 



PORT AUTHORITY OF MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT # 467 
SURVEY t 



IC1LITY: WORLD TRADE CENTER 
..OCATION: KITCHEN EXHAUST DUCT, SOUTHEAST QUADRANT 
AREA DESCRIPTION: 99TH FLOOR 



BUILDING: 2 
FLOOR: 99 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



in C- 328 13 



2 UTC 99 TH FLOOR KITCHEN EXHAUST OUCT INSULATION AT SOUTH S10E, TOP OF 
DUCT. 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC-32SH 



2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT INSULATION AT SOUTH SIDE, BOTTOM 
OF DUCT. 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC-32615 



2 UTC 99TH FLOOR KITCHEN EXHAUST OUCT INSULATION AT SOUTH SIDE, EAST 
SIDE OF DUCT. 



NON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC -328 16 



2 UTC 99 Th FLOOR KITCHEN EXHAUST DUCT INSULATION AT SOUTH SIDE, UEST 
SIDE OF DUCT. 



NON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC- 32817 2 UTC 991 H FLOOR KITCHEH EXHAUST DUCT PATCHING MATERIAL AT SOUTH SIDE. 



NON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC- 32518 



2 UTC 997 H FLOOR KITCHEH EXHAUST OUCT INSULATION AT CENTER OF EXHAUST, 
TOP OF DUCT. 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



VTC-32B19 



2 UTC 99 TH FLOOR KITCHEH EXHAUST DUCT INSULATION AT CENTER OF EXHAUST, 
BOTTOM OF DUCT. 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC-32820 



2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT INSULATION AT CENTER OF EXHAUST, 
EAST SIDE OF DUCT. 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC- 32821 



2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT INSULATION AT CENTER OF EXHAUST, 
UEST SIDE OF DUCT. 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC -32822 



2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT PATCHING MATERIAL AT CENTER OF 
EXHAUST . 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC -32823 



2 UTC 99TH FLOOR KITCHEN EXHAUST OUCT INSULATION AT NORTH SIDE OF 
EXHAUST, BOTTOM OF DUCT (IN CLOSET). 



NON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC -32824 2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT IHSULATIOH AT EAST SIDE OF DUCT 

(IN THE CLOSET). 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



( 



DRAFT COPT ISSUED 05/15/92 



POET AUTHORITY OF NT i HJ 
ASBESTOS MANAGEMENT DIV1S10M 
SAMPLE L OCA T 10HS 



REPORT » *67 
SURVEY 9 



ACILITT: UORLO TRADE CENTER 

0CATIOM: KITCHEN EXHAUST DUCT, SOUTHEAST QUADRANT 
AREA DESCRIPTION: 99 TH FLOOR 



BUILDING: 2 
FLOOR: 99 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC- 32825 



2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT INSULATION AT NORTH SIDE OF DUCT 
(IN THE CLOSET) . 



HON ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC-32B26 



2 UTC 99TH FLOOR KITCHEN EXHAUST DUCT INSULATION AT UEST SIDE OF DUCT 
(IN THE CLOSET). 



NW ASBESTOS 

SAMPLE DATE: 12/13/91 



UTC-32827 



2 UTC 99 TH FLOOR KITCHEN EXHAUST DUCT PATCHING MATERIAL AT NORTH SIDE 
(IN THE CLOSET). 



NOH ASIE5T0S 

SAMPLE DATE: 12/13/91 



DRAFT COPT ISSUED 05/15/92 



POBT AUTHORITY OF MY t NJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIOHS 



REPORT # 460 
SURVEY « 



CILITY: WORLD TRADE CENTER 
XATION: 15TH FLOOR 
AREA DESCRIPTION: OFFICE AREA 



BUILDING: 2 
FLOOR: 



SAMPLE 
WUHBER 



LOCATION 



RESULT 



VTC-32522 



BEIGE FLOOR TILE MATERIAL COLLECTED FROM A t ' X 1 1 TILE, LOCATED AT THE 
SOUTHWEST CORNER. 



1-3X CHRYSOTILE AS IE SI OS 
SAMPLE DATE: 11/16/91 



WTC-325Z3 BEIGE FLOOR TILE MATERIAL COLLECTED FROM A 1' X 1 • TILE, LOCATED IN THE 

SOUTHEAST QUADRANT , ADJACENT TO UATER FOUNTAIN. 



1-3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 11/18/91 



UTC-J252*. 



BEIGE FLOOR TILE MATERIAL. COLLECTED FROM A V X V TILE. LOCATED IN THE 
NORTHEAST QUADRANT. 



1-3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 11/16/91 



VTC-32525 BEIGE FLOOR TILE MATERIAL COLLECTED FROM A V X 1' TILE, LOCATED IN THE 

NORTHWEST AREA INSIDE ROOM, ADJACENT TO UATER FOUNTAIN. 



1-3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 11/18/91 



VTC-32526 



BEIGE FLOOR TILE MATERIAL COLLECTED FROM A 1 • X. 1 • TILE, LOCATED CLOSE 
TO ENTRANCE DOOR, BY EXIT'B. NORTH SIDE. 



1-3X CHRYSOTILE AS8EST0S 
SAMPLE DATE: 11/18/91 



VTC-32527 BEIGE FLOOR TILE MATERIAL COLLECTED FROM A V X V TILE, LOCATED IN THE 

WEST SIDE (1ST OPEN ROOM, SAME SIDE TO EXIT-C). 



1-3X CHRYSOTILE ASBESTOS 
SAMPLE DATE: 11/18/91 



ORAFT COPY ISSUED 05/15/92 



POUT AUTHORITY OF MY t HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE I OCA T 1QWS 



REPORT f SU 
SURVEY f 001 



CILITY: UORLO TRADE CENTER 
jCATIOH: PIT Of ELEVATOR #112 
AREA DESCRIPTION: 



BUILDING: 2 
FLOOR: B-Z 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



in C- 33056 



CEHENTITIOUS FALLOUT MATERIAL COLLECTED FROM THE FLOOR IN THE PIT OF 
ELEVATOR 1112. 



HON ASBESTOS 

SAMPLE DATE: 02/10/92 



UTC-33057 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE FLOOR IN THE PIT OF THE 
ELEVATOR #112. 



HON ASBESTOS 

SAMPLE DATE: 02/18/92 



DRAFT COPT ISSUED 05/18/92 



PORT AUTHORITY OF HY I MJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



REPORT * 679 
SURVEY * 001 



1LITT: UORLD TRADE CENTER 
^CATION: PIT OF ELEVATOR CAR * 1 1 2 
AREA DESCRIPTION: 



BUILDING: 2 

FLOOR: B-2 LEVEL 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



UTC -33056 



CEHENTITIOUS FALLOUT MATERIAL COLLECTED FROM THE FLOOR IM THE PIT OF 
ELEVATOR #112. 



MOM ASBESTOS 

SAMPLE DATE: 02/10/92 



WTC-33057 



FLUFFY FALLOUT MATERIAL COLLECTED FROM THE FLOOR IN THE PIT OF THE 
ELEVATOR 1112. 



MOM ASBESTOS 

SAMPLE DATE: 02/18/92 



DRAFT COPY ISSUED Q5/U/92 
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REPORT 0 0 
SURVEY <f 027 



FACILITY: WORLD TRADE CENTER 

LOCATION: BUILDING: 1 

AREA DESCRIPTION: FLOOR: 43-65 



SAMPLE 
NUMBER 

R-1UTC-25141 

R-1UTC-25K2 
R-1UTC-25KJ 



LOCATION 

FLUFFY SPRAYED OH IHSUIAT10H MATERIAL COLLECTED FRCM A 12" COLUMN 
LOCATED ON THE S/E CORNER OF THE ELEVATOR SHAFT FOR CAR # 67, TOP OF 
541 H FLOOR 

FLUFFY SPRAYED OH INSULATION HATERIAL COLLECTED FROM AH 18" BEAM LOCATED 
ON THE UEST WALL OF THE ELEVATOR SHAFT FOR CAR ft 67, TOP Of SOTH FLOOR 

FLUFFY SPRAYED OH INSULAT10H MATERIAL COLLECTED FROM A 12" COLUMN 
LOCATED ON THE S/E CORNER OF THE ELEVATOR SHAFT FOR CAR M 67. TOP OF 
47TH FLOOR 



RESULT 

5X CHRYSOT1LE ASBESTOS ■< 

SX CKRYSOT ILE ASBESTOS 
5X CHRYSOT ILE ASBESTOS 



R-1UTC-25K4 



FLUFFY FALLOUT HATERIAL COLLECTED FROM TOP OF CAR « 67 



SX CHRYSOTILE ASBESTOS 



) 



) 
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PORT AUTHOR I TT OF NT 1 HJ 
ASBESTOS MANAGEMENT DIVISION 
SAMPLE LOCATIONS 



BE PORT f o 
SURVEY * 028 



FACILITY: UORLD TRADE CENTER 

LOCATION: 

AREA DESCRIPTION: 



BUILDING: 1 
FLOOR: 43-74 



SAMPLE 
NUMBER 



LOCATION 



RESULT 



R-1UTC-25160 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 19" COLUMN 

LOCATED ON THE S/U CORNER OF ELEVATOR SHAFT FOR CAR # 69, TOP OF 74TH 
FLOOR 



NOW ASBESTOS 



R-1UTC-25161 FLUFFY SPRAYED ON INSULA! I OH MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR * 69, TOP OF 73RD FLOOR 



ZX CHRYSQT ILE ASBESTOS 



R-1UTC-25162 FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 16 u BEAM LOCATED 

ON THE UEST UALL OF ELEVATOR SHAFT, FOR CAR * 69, TOP OF 70TH FLOOR 



NOH ASBESTOS 



R-1UTC-25163 FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT, FOR CAR * 69, TOP OF 6STH FLOOR 



HON ASBESTOS 



R-1UTC-25164 FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 19" COLUMN 

LOCATED ON THE S/U CORNER OF ELEVATOR SHAFT FOR CAR * 69, TOP OF 64TH 
FLOOR 



NOH ASBESTOS 



R-1UTC-25165 FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

ON THE SOUTH SIDE OF ELEVATOR SHAFT , FOR CAR * 69, TOP OF 60TH FLOOR 



NON ASBESTOS 



R-1UTC-25166 FLUFFY 5PRAYED ON INSULATION MATERIAL COLLECTED FROM A 12" BEAM LOCATED 

ON THE EAST UALL OF ELEVATOR SHAFT, FOR CAR M 69. TOP OF 55TH FLOOR 



NON ASBESTOS 



R-1UTC-25167 FLUFFY SPRAYED OH IHSULATIOH MATERIAL COLLECTED FROM A 16" BEAM LOCATED 

OH THE SOUTH SIDE OF ELEVATOR SHAFT, FOR CAR ff 69, TOP OF 50TH FLOOR 



OX CHRYSOTILE ASBESTOS 



R-1UTC-2516S FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 19" COLUMN 

LOCATED OH THE S/U CORNER OF ELEVATOR SHAFT FOR CAR # 69, TOP OF 45TH 
FLOOR 



OX CHRYSOTILE ASBESTOS 



R-1UTC-25169 FLUFFY SPRAYED ON IHSULATIOH MATERIAL COLLECTED FROM A 19" COLUMN 

LOCATED OH THE S/U CORNER OF ELEVATOR SHAFT FOR. CAR # 70, TOP OF 73 RO 
FLOOR 



2X CHRYSOTILE ASBESTOS 



R-1UTC-25170 FLUFFY SPRAYED ON IHSULATIOH MATERIAL COLLECTED FROM A IS" COLUMN 

LOCATED OH THE SOUTH SIDE OF ELEVATOR SHAFT FOR CAR • 70, TOP OF 69TH 
FLOOR 



NOH ASBESTOS 



R-1U7C-25171 FLUFFY SPRAYED ON INSULATION MATERIAL COLLECTED FROM A 14" BEAM LOCATED 

OH THE EAST UALL OF ELEVATOR SHAFT, FOR CAR tf 70, TOP OF 65TH FLOOR 



2X CHRYSOTILE ASBESTOS 



N OTE: IK* symbol -<» means: Less than. "TRACE" means a barely perceivable anxxait t>1 asbestos that is less than the USEPA limit 
(or asbestos. 



